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FOREWORD 

The object of the present work is to present, in as 
simple and concise a form as possible, the general prin- 
ciples and practice of design of modern ventilating plant. 

No attempt has been made to deal exhaustively with the 
theoretical principles involved in the treatment of air, the 
design of fans, air washers, &c, bat it is hoped that the 
information given will enable health authorities, architects, 
heating, sanitary and electrical engineers, metal plate 
workers, and others called upon from time to time to deal 
with ventilating apparatus from the fixing of a twelve-inch 
fan to the design or specification of a small but complete 
installation, intelligently to apply, and with greater efficiency 
than hitherto, the apparatus placed at their disposal by the 
various manufacturers. 

The subject is a complex one, and because of its many 
intricacies cannot be fully dealt with here ; but readers 
may be inclined to pursue their investigations in the more 
extensive works published on the subject, notably " Barker 
on Heating and Ventilating " (Carton Press), " Mechanical 
Equipment of Federal Buildings," by N. S. Thompson 
(David William's Co., U.S.A.), "Fan Engineering," by 
Willis H. Carrier (Buffalo Forge Co., U.S.A.), "Power 
Heating and Ventilating," by C. L. Hubbard, B.S., M.E. 
(McGraw and Hill Book Co., U.S.A.), "Heating and 
Ventilation" (Sturtevant Engineering Series), "Air Currents 
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and the Laws of Ventilation," by W. N. Shaw, D.Sc, F.R.S. 
(University Press), and " Heating Systems, ,, by F. W. Raynes 
(Longmans & Co.), to each of which, to The American 
Blower Co., to The National Radiator Co., Ltd., to Messrs. 
J. F. Philips & Co. (owners of the copyright of Mr. Barker's 
book), and to many other authorities he has to express his 
indebtedness for much information and for many illustra- 
tions, tables, &c, reprinted herein. 

While every endeavour has been made to avoid omissions 
and errors, the writer, who returned again to active service 
before the work was completed, will welcome any corrections 
or suggestions for future editions. 

In conclusion he has to thank sincerely his old friend 
Mr. A. F. Browne, A.M.I.Mech.E., for the valuable assistance 
he has rendered by reading of proofs and checking of figured 
examples. 

R. GRIERSON, 

Tempy. Capt., R.M., 
Royal Naval Division Engineers. 

London, W., 
December, 1915. 
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SOME MODERN METHODS 
OF VENTILATION 

WITH SPECIAL REFERENCE TO 
PUBLIC BUILDINGS 

CHAPTER I 

THE GENEBAL PRINCIPLES OF VENTILATION 

1. Definition of Ventilation. 

Any room or building used for the habitation of human 
beings should be provided with a plentiful supply of pure 
air. 

Ventilation is defined as the art of passing a predeter- 
mined volume of conditioned air into the space to be venti- 
lated, and out of it again, and the proper distribution of 
the air during its passage through the ventilated space. 

2. Requirements of Ventilation. 

Ventilating systems are installed to : — 

(a) Maintain certain predetermined standards of 
purity, temperature, and humidity within the apart- 
ment to be ventilated ; 

(6) To remove from and prevent the formation 

therein of objectionable or insanitary odours. 

Although the reason for the necessity of ventilation is not 

very clear, it is an accepted fact that it is more or less 

injurious to any animal to breathe air a considerable part of 

which has already been expired, and there can be no doubt 
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2 MODERN METHODS OF VENTILATION 

that loss of health and increased liability to certain disease is 
associated with living in such air. 

Questions of personal comfort as regards temperature, 
odour, and perspiration also form indisputable arguments 
in favour of efficient ventilation, apart altogether from the 
hygienic aspect of the matter. 

3. Standards of Ventilation. 

Many of the existing standards of ventilation have been 
founded on the belief that carbon dioxide was the dangerous 
element in expired air. 

The requirements of ventilation as to air purity aro more 
or less arbitrary, and no rational standard has yet been fixed ; 
but it has been clearly and definitely proved by the recent 
magnificent research work of Dr. Leonard Hill, of the 
University of London, and of others, that the presence of an 
increased quantity of carbon dioxide (C0 2 ) in respired air, even 
up to 300 parts as against the previously accepted limits of 
6 to 8 parts in 10,000 parts of air, has no deleterious effect, 
and does not affect to the slightest degree the concentration 
of carbon dioxide in the blood. Therefore it would appear 
that carbon dioxide is interesting only as indicating how much 
respiration the air has undergone, and in this way it serves 
as an index of the contamination of the air with organic 
impurities from the lungs and bodies of the occupants. 

Even more disconcerting to the old school of hygienists 
must be the growing practice of American engineers to 
arrange for recirculation of the air many times in succession, 
the washing plant, together with the addition of a very small 
percentage of fresh air, being relied upon to maintain the 
atmosphere of the ventilated apartment in a pure condition. 
Needless to say, this system effects considerable economy in 
the fuel bill in cold weather. 

In a paper before the American School Hygiene Associa- 
tion, an architect said, referring to the system of recirculated 
air : — 

" Such a system has been installed in the new Wetherfield School, 
Hartford, capable of operating with only 10 per cent, of outdoor air. 
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GENERAL PRINCIPLES OF VENTILATION 3 

If this method is a success, mechanical ventilation will indeed have 
reached its logical, if somewhat startling, conclusion." (Heating and 
Ventilating Magazine, September, 1915.) 

Dr. Leonard Hill, at a meeting of the Institution of 
Heating and Ventilating Engineers, October, 1914 stated : — 

" Now I want to maintain with the utmost of my power that the 
whole question of ventilation which matters is this : the effect of 
heating and ventilating not upon the chemical purity of the atmo- 
sphere but upon the skin. The physical effect upon the skin is the 
supremely important thing for us, not its chemical effect" 

Essential features of the atmospheric condition of the 
ventilated apartment are : — 

(a) Equable temperature, 60° to 65° Fahr. 
(6) Moderate relative humidity or moisture contents, 
45 to 60 per cent. 

(c) Air movement which, though not sufficient to be 
felt as objectionable draught, yet continually removes 
and replaces the vitiated air, surrounding the body with 
fresh air, thus assisting the natural action of the pores 
of the skin and stimulating the nerve tissues (velocity 
of 1 to 3 feet per second). 1 

(d) Clean air, i.e., free from the suspended impurities 
prevalent in large cities and near busy roads — dust, 
insects, oily vapours from gasoline engines, soot, etc. 

(e) Freedom from insanitary or objectionable odour. 
In rooms where the glass and wall exposure is considerable, 

ventilation for the removal of bodily heat need not be considered 
except when the apartment is to be artificially cooled. In 
crowded audience halls, and even in schoolrooms, it is the 
determining factor. 

The minimum quantity of air to be introduced into any 
apartment for the purposes of efficient ventilation is a matter 
calling for considerable experience and careful consideration 

1 An interesting development of the ventilating theories propounded by 
Dr. Hill is Marlowe's " Normair " process (Pulsometer Engineering Co.), used 
to a considerable extent in drying installations in which, by the use of a patented 
alternator, the fan duty is varied from zero to maximum output two or three 
times per minute, thereby delivering the air in gusts, thus avoiding monotony 
and more nearly imitating Nature's bracing breezes. 
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4 MODERN METHODS OF VENTILATION 

of the local conditions. For instance, a cathedral having 
about 7 feet super floor area per seat, a period of continuous 
occupation of about one and a quarter hours, and no smoke 
difficulties to contend with, must be considered from an 
entirely different standpoint to, say, a cinematograph 
theatre having a floor area of possibly 4 feet super per seat, 
continually occupied for ten to twelve hours per day, 
smoking being allowed. 

Table I. — Quantity of Air Required for Adequate 
Ventilation. 

(Based on Temperature Rise due to Bodily Heat.) 



Cub. ft.-hr.- 
person. 



6,000 
5,000 
4,000 

3,000 
2,500 



2,000 
1,800 

1,500 

1,200 

1,000 

750 



Type of Building. 



Hospitals . 

Music-halls, and 
cinematograph 
theatres (smok- 
ing). 

Schools, theatres, 
and audience 
halls (no smok- 
ing allowed). 

Churches . 



Temp. Increase in 
deg. Fahr. due to 

Bodily Heat 
(Excluding Trans- 
mission and other 
Losses). 



2-78 
3-30 
4-17 

5-55 
6-68 



8-35 
9-25 

101 
13-9 
16-7 
22-2 



Total Parts o 

CO a in 10,000 

Parts of Air 

(External Air, 

4 Parts). 



5-0 
52 
5-5 

6-0 
64 



7-0 
7-3 

8-0 

9-0 

10-0 

12-0 



Another, although less scientific, method of ascertaining 
the quantity of air required in audience halls, etc., is based 
on a definite number of air changes per hour, the cubic 
contents of the apartment being known. 
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GENERAL PRINCIPLES OF VENTILATION 5 

Table II. — Quantity of Air Required for Adequate 
Ventilation. 

(Based on Changes per Hour : Thompson.) 



Public waiting-rooms 4 changes. 


Textile mills . 


4< 


changes 


Public toilet-rooms 


10 


11 


Foundries 


3 


a 


Locker-rooms 


6 


11 


Hotel lobbies . 


4 


it 


Small meeting-halls 


4 


11 


Hotel kitchens 


15 


it 


Public offices . 


5 


ii 


Engine - rooms (ex- 






Private offices 


4 


ii 


clusive of engine 






Ball-rooms . 


4 


ii 


heat losses) 


6 


ii 


Public dining-halls 


4 


ii 


Laundries 


20 


ii 


Banquet-halls 


5 


ii' 


Public libraries 


3 


a 


Railroad round- 






Private libraries 


4 


ii 


houses 


12 


ii 









Natural air changes without mechanical aid, due to doors, 
windows, fire places, etc., average one to two per hour for 
well-built apartments, and two to three for medium quality 
do. 

Generally, it is found undesirable to blow air into small 
kitchens, lavatories, etc., but to rely solely on mechanical 
extraction, in order to avoid distributing objectional or 
insanitary odours . For the same reason, in large apartments 
of the type mentioned the extraction system should be 
designed to remove 20 per cent, more air than the plenum l 
system supplies, in order to maintain a slight vacuum, 
which will overcome any natural aspirating' tendencies. 

4. Sources of Vitiation. 

Sources of vitiation which may have to be considered, 
either in conjunction with or separately from the foregoing 
factors, before a final determination of the total quantity 
of air required for ventilation purposes can be made are : — 

(a) Human. 

An adult man gives off 1,000 grains of water vapour 
and 0*6 cubic feet of carbon dioxide (C0 2 ) per hour, 

1 " Plenum " system is the name given to the fresh air supply when forced 
into the apartment under slight pressure by means of a centrifugal fan. 
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which is equivalent to an increase of from 4 to 5 parts 
of C0 2 per 10,000 parts of air. 

Also an adult in repose under average conditions 
emits 350 British thermal units 1 (B.Th.U) of bodily 
heat per hour, but if at heavy manual labour this will 
be increased to 550 B.Th.U. per hour. 

(b) Machinery. 

Each horse-power utilised in overcoming bearing, 
belt, etc., friction produces 2,530 B.Th.U. per hour, 
and each kelvin or Board of Trade " unit " of electricity 
3,400 B.Th.U. 

Example 1. — An electric motor or dynamo of 500 kilowatt 
capacity, and, for round figures, say 80 per cent, efficiency, is 
placed in a closed brick chamber which has to be ventilated to 

Table III. — Efficiency of some Gas and Electrie Consuming 



Apparatus. 

Electric transformers (static) . 

converters (alternating to direct) 
motors ..... 
cookers ..... 
arc lamps (Molesworth) 
metal filament lamp (Molesworth) 
carbon filament (Molesworth) 

Gas cookers ...... 



engines ..... 
incandescent mantle (Molesworth) 
ordinary flame (Molesworth) . 



Per cent. 
85 to 98 
80 to 92 
65 to 85 
60 to 85 
19-0 
15-0 
5-0 
34-0 
25 to 32 
T88 
0-4 



maintain the temperature constant. Ascertain heat units 
produced by the machine at full load. 

Obviously out of each 100 kilowatts only 80 are usefully 
converted, the remaining 20 per cent., or 5 X 20 = 100 k.w., 
are transformed into heat, and produce 3,400 X 100 = 340,000 
B.Th.U. per hour. 

Example 2. — An electric resistance connected in an arc lamp 
circuit absorbs 170 volts when passing 10 amps, i.e., 1-70 kilo- 

1 A British thermal unit is defined as that amount of heat which will warm 
1 lb. of water through 1° Fahr. Strictly speaking from 32° to 33° v Fahr. 
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GENERAL PRINCIPLES OF VENTILATION 7 

watts. Therefore the heat generated per hour equals 1-7 X 
3,400 = 5,780 B.Th.U. per hour. 

Example 3. — An incandescent gas-burner consumes 3-5 cubic 
feet of 550 B.Th.U. gas (the usual heat value of town gas). The 
light efficiency of such a burner is approximately 1 per cent., 
which is practically negligible as regards our calculation. There- 
fore the heat generated will be 

550 X 3-5 = 1,925 B.Th.U. per hour. 
Some common efficiencies of electric and gas consuming 
appliances are given in Table III. 

(c) Sun Effect 

Unclouded sun shining on 13-inch brick wall transmits 
60 B.Th.U. per sq. feet per hour, and on a glass surface 
150 B.Th.U. per hour. 

" Example 4. — Hence a photographic studio or similar building 
having a roof of glass area 100 feet by 200 feet or 20,000 feet 
super., will require 20,000 X 150, or 3,000,000 B.Th.U. removed 
per hour, in order to avoid a rapid rise of temperature. 

5. American Ventilating Legislation ("Heating and Venti- 
lating Magazine ")• 

Many American states have realised the vital importance 
of ventilation as affecting public health and have enacted 
laws regarding the heating and ventilation of schoolhouses, 
audience halls, etc., further specifying tests to be made to 
prove that the provisions of the enactments have been duly 
carried out. 

Indiana (Chap. 144, Acts 1909, Sect. 6). 

" Heating and ventilating systems of all kinds shall take fresh air 
from outside the school buildings, evenly diffuse the same throughout 
each schoolroom during school session and withdraw foul air from 
said schoolroom at a minimum rate of 1,800 cubic ft.-hr. for each 
225 cubic feet of said schoolroom space regardless of outside weather 
conditions." 

Ohio (Sect. 30). 

" All other assembly halls and theatre auditoriums shall be heated 
and ventilated by a system which will supply to each auditor not less 
than 1,200 cubic feet of air per hour." 

" No floor register for heating or ventilating shall be placed in any 
aisle or passageway." 
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Cleveland (Ordinance 29,798, October, 19l3). 

"Every hall, auditorium, or room of every building hereafter 
erected or converted to use as a schoolhouse, theatre or place of 
public assembly or entertainment, shall have in continuous operation, 
while occupied, a system of ventilation so designed and installed as 
to provide not less than 25 cubic feet of outer air per minute — 
1,500 feet per hour — for each person for whom seating accommodation 
is provided." 

Similar laws are either being enacted or are in force in 
Massachusetts, Minnesota, Tennessee, Florida, Louisiana, 
Vermont, etc. 

6. Law of the Air Circuit. 

For ventilation purposes in the British Isles the minimum 
outside air temperature is assumed at 30° Fahr. and the 
usual indoor temperature at 60° Fahr. ; hence 65° Fahr. is 
usually the maximum temperature required in air condition- 
ing (unless some form of hot blast heating, which is outside 
the scope of the present work, is adopted), thus allowing for 
a 5° Fahr. drop in the ducts and other air passages. If 
greater drop in ducts is anticipated, then due allowance 
must be made. 

Further, the average temperature in this country during 
the winter months is 41° Fahr., so that the temperature 
increase required except during the prevalence of what may 
be described as severe weather is only 24°, corresponding to 
an increase of volume of 5 per cent, (approximately), so that 
in order to simplify figuring we shall regard the volume of air 
as constant, and make no provision for a volumetric variation 
due to temperature in subsequent calculations. 

The dominant physical law of the ventilated space is that 
of convection, and, while it is not convenient to express it in 
any mathematical form, yet it is at once the condition of 
success and the cause of many failures. A person warmer 
than the air in the immediate neighbourhood causes an 
upward air current ; every surface colder than the air in 
contact with it causes a downward current. Convection 
currents are sometimes termed aspiration currents, and in 
ventilating high buildings special steps must be taken to 
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GENERAL PRINCIPLES OF VENTILATION 9 

avoid this fault by means of doors, etc., or staircases, 
enclosed lift shafts, etc. 

7. Composition of Air. 

Air is a mechanical mixture of nitrogen 21 parts and 
oxygen 79 parts by volume, containing to 4 per cent, of 
moisture and 3 to 30 — usually 4 — parts of carbon dioxide 
per 10,000 parts of air. 

At 30° Fahr. dry air weighs 0-081 lb. per cubic foot and 
1 B.Th.U. raises 51-1 cubic feet by 1° Fahr., but at 65° Fahr. 
the weight is reduced to 0*75 lb. per cubic foot and the 
quantity increased to 54*6 cubic feet. 

8. Tempering of Air. 

As stated in par. 6, we are only concerned in the present 
work with the heating of air from a minimum temperature 
of 30° Fahr. to a final temperature of 65° Fahr., and (approxi- 
mately) 1 B.Th.U. will raise 53 cubic feet of air at the average 
temperature of 47-5° Fahr. through 1° Fahr. 

Example 5. — To raise 1,000,000 cubic feet of air through 
35° Fahr. (neglecting humidification) the heat required is 

35 x 1,000,000 = 660>(X)()BThU 

Example 6. — Referring to Example 1, par. 4, we obtained a 
value of 340,000 B.Th.U. per hour as the heat to be removed if 
the temperature is to be maintained constant. To reduce the 
quantity we will allow a rise of 10° Fahr., which will not cause 
discomfort, and we then get 

53 X MO.OOO = lfjMjm 

approximately 1,800,000 cubic feet of air per hour, or 30,000 
cubic feet of air per minute (neglecting heat transmission through 
walls, floors, ceiling, etc.). 

Conversely, 1 B.Th.U. is liberated by each 53 cubic feet 
of air for each degree Fahrenheit through which it is allowed 
to cool. 

Example 7. — The heat losses of an apartment are 1,000,000 
B.Th.U. per hour, and the temperature required is 60° Fahr. 
Ascertain quantity of air to be introduced per minute at 
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a temperature of 120° Fahr. (neglecting ventilation and 

humidity) : — 

Temperature drop available = 120° to 60° = 60° Fahr. 

n v- t 4. t • • * 1,000,000X53 lyJ _ 
Cubic feet of air per minute = — ^ - ft — = 14,752 — say 

15,000 cubic feet per minute. 

9. Humidity of Air. 

By the term " humidity " is meant the quantity of water 
vapour or moisture mixed with a given volume of air. 

" Relative humidity" is the term given to the ratio of 
the weight of water vapour contained in a given volume of 
air to the weight which this same volume would contain 
when fully saturated at the same temperature ; it is expressed 
as a percentage. 

The difficulty, if any, experienced in grasping the details 
of the phenomenon connected with relative humidity is 
due to the fact that the capacity of air to absorb moisture 
increases with rise of temperature, thus : — 

Table IV. — Increased Capacity of Air for Water Vapour 
with Increase of Temperature. 



Temp, of Air (deg. Fahr.) . 


30 


40 


50 


60 


70 


80 


90 


100 


Maximum weight of water 
absorbed in grains per 
cubic foot 


1-94 


2-85 


4-08 


5-75 


7-98 


10-9 


14-7 


19-7 



Hence 1 cubic foot of air containing 5-75 grains is satu- 
rated, i.e., " full up," or can carry no more water vapour 
at an air temperature of 60° Fahr. ; but if the temperature 
of the air be raised to 90° Fahr. the relative humidity is 
automatically reduced to 40 per cent., the actual weight of 
water vapour present remaining constant. It should be noted 
that the fall in the relative humidity is due entirely to the 
increased capacity of the air to hold a greater quantity of 
water vapour (i.e., 19-7 grains for saturation, or 100 per cent, 
relative humidity) at the higher temperature. 
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GENERAL PRINCIPLES OF VENTILATION 11 

10. Cooling by Evaporation of Water. 

It is a well-known fact that when water evaporates, or 
is converted into the gaseous state, heat is absorbed or 
rendered latent. Common applications of this phenomenon 
are seen in the soldier's felt-covered water bottle carried on 
service, the unglazed earthenware water bottle commonly 
used in the East, and the camel bags made of canvas, which 
also carry water. In the former the felt is soaked in water, 
and in the latter the contained liquid slowly percolates 
through the material of which the vessel is made, the result 
in each case being that the liquid on the outside of the con- 
tainer slowly evaporates by absorbing the heat necessary 
for the process, chiefly by conduction, from the contents, 
resulting in a cool drink. The refrigerating or cooling effect 
as applied to ventilation is 8|° Fahr. for each grain of 
moisture evaporated per cubic foot of air, at ordinary 
temperatures. 

11. Dew Point. 

Since the capacity of air to absorb moisture increases with 
rise of temperature, the converse must obviously be true — 
viz., as the temperature of saturated air is lowered, the excess 
moisture must be deposited when the dew point or satura- 
tion temperature is reached. Consider a cubic foot of air 
containing 2*85 grains of water vapour : — 

Table V. — Increase in Relative Humidity due to Reduction 
of Temperature. 

(Actual Weight of Water present being Constant.) 



Temp, (clegs. Fahr.) . 
Relative humidity . 


90 
19 


80 
26 


70 
36 


60 

48 


50 
67 


40 
100 



It is clear, therefore, that for a moisture contents of 2-85 
grains per cubic foot, 40° Fahr. is the dew point or tempera- 
ture of saturation, and if cooling is continued the excess 
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12 MODERN METHODS OF VENTILATION 

moisture will condense out in the form of water drops or 
" rain." This effect is clearly seen on glass windows in cold 
weather, in which the air of the room is cooled by contact 
with the glass to a temperature below the dew point, when 
the excess moisture condenses out — i.e., the glass " steams." 
Again, a tumbler containing an iced drink is frequently 
covered on the outside with water drops, which have con- 
densed out of the air in contact with the glass, which is 
therefore at a temperature below the dew point of the air 
contained in the room. 

12. Effect of Humidity on Ventilation. 

Under normal conditions the air has a relative humidity 
varying from 35 per cent, on dry days to 98 per cent, 
(i.e., within 2 per cent, of the dew or saturation point) on 
wet, misty days ; but for health and comfort a room tem- 
perature of 60° Fahr. and a relative humidity maintained 
between the limits of 45 per cent, to 60 per cent, of satura- 
tion, corresponding to an average moisture contents of 
2*9 grains per cubic foot of air at that temperature, is found 
to give the best results. 

The humidity of the atmosphere exercises a strong 
influence over bodily sensations of heat and cold, and is of 
great importance in breathing, as the quantity of water 
vapour exhaled with each respiration is much greater when 
the air is dry than when it is damp. The secretion from the 
skin is increased when the air is dry, but then there is very 
little perspiration, because it is at once converted into vapour 
by the dry air instead of condensing in drops of sweat upon 
the surface of the body. 

The (latent) heat required for the conversion of the 
perspiration to the gaseous form is abstracted principally 
from the body, hence the feeling of coolness produced by 
standing in a current of warm, dry air. In such an atmo- 
sphere much of the perspiration is unnoticed, but in a hot, 
humid (i.e., moist) atmosphere it is readily perceived. 

Cold as well as heat is much more readily borne by the 
human subject when the air is dry. 
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GENERAL PRINCIPLES OF VENTILATION 13 

13. Cooling by Mechanical Refrigeration. 

Cooling large volumes of air by means of refrigerating 
plant or ice is commercially out of the question. 

Example 8. — Consider an installation requiring only 20,000 
cubic feet of air per minute to be reduced by 15° Fahr. (neglecting 
the heat to be dealt with if the air be reduced to a temperature 
below the dew point). 

20,000 X 60 X 15 QJAnnftT) ™ TT , t . A . • , 

— - — = 340,000 B.Th.U. of refrigeration required 

per hour. 

The latent heat of ice (i.e., the heat absorbed when one 
pound of ice at 32° Fahr. is completely transformed to the 
liquid state at the same temperature) is 142 B.Th.U., or 
per ton of refrigeration 142 X 2,240 = 318,080 B.Th.U. 
against 29,120,000 B.Th.U. contained in one ton of fuel. 

H. R. Kempe, in " The Engineer's Year Book, 1914," puts 
the power consumption at from 50 to 60 kilowatt hours per 
ton of refrigeration produced by a motor-driven ammonia 
compression plant. 

If refrigeration is obtained in the form of ice it is rather 
worse, as the handling and transport alone of 1 J tons of ice 
per hour required for a 20,000 cubic feet per minute plant is 
a financial consideration. 

If the air is cooled below the dew point there would be 
the additional heat units, corresponding to 8|° Fahr. per 
grain of moisture deposited per cubic foot of air cooled, to 
be removed. Also a further increase of temperature, with a 
corresponding expenditure of fuel, would be required to 
reduce the relative humidity from 100 per cent, (saturation) 
to something of the order of 50 to 65 per cent. 
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CHAPTER II 



THE APPARATUS EMPLOYED 



1. System to be Adopted. 

It is obvious from a consideration of the matter contained 
in the previous chapter that the air supplied for any first- 
class ventilating system must be efficiently conditioned, 
i.e., warmed or cooled and humidified as required, before 
being passed into the apartment to be ventilated. This 
fundamental condition leaves us, therefore, with practically 
the choice cf two systems only : — 

(a) Mechanical Plenum and Natural Exhaust. 
(6) Mechanical Plenum and Mechanical Exhaust. 

Although there are certain cases where the natural 
aspirating tendencies, due to position of site, height of 
building, etc., may cause a Mechanical Plenum and Natural 
Exhaust System to work satisfactorily, yet there is always 
grave risk, in dealing with the large volume3 of air required, 
of objectionable outdoor draughts through doors, passages, 
etc., connected with the ventilated apartment, so that in 
first-class work the second system (i.e., Mechanical Plenum 
and Mechanical Exhaust) is almost invariably adopted. It 
also has the additional advantage, which will be appreciated 
by architects and others interested in the decorative scheme, 
that when this system is adopted the extraction registers 
are materially reduced in size. 

This system is often termed the Balanced System, 1 one 
fan — the plenum — being used to " pump"" the air in under a 
slight pressure, sufficient to overcome the friction of ducts, 

1 The writer has been able to balance so perfectly with this system, that a 
variation of one point on the extraction fan speed regulator, with the plenum 
fan running at rated output of 1,200,000 cubic feet of air per hour, will convert 
an " inwards " into an " outwards " draught, as shown by the revolutions of an 
anemometer held in the main doorway. 
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heater, washer, register grids, etc., etc., and a second fan — 
termed the extractor or exhauster — being used for the 
removal of the vitiated air. This latter fan may or may not 
be called upon to set up a pressure, depending as to whether 
much friction is to be expected from the ducts used to 
connect the extraction registers to the fan and finally to the 
external air. 

In this system it is usual to design the plenum fan to 
introduce a slightly larger quantity of air (15 to 25 per 
cent.) thdn is being removed by the extraction fan, as this 
keeps the building under a slight pressure, thereby preventing 
the ingress of unconditioned air, i.e., foggy air and cold 
draughts. 

For audience halls and apartments of similar dimensions 
the problems of efficient air distribution and the avoidance 
of draughts are greatly increased owing to the large dimen- 
sions of such buildings, and these are rendered still more 
difficult if floor gratings are impracticable, whieh will be 
the case if seats are movable. In any case, floor gratings 
are usually undesirable from a sanitary point of view unless 
arranged in step risers or chair frames. 

The Balanced System may be still further sub-divided as 
follows : — 

(a) Upward ventilation. 
(6) Downward ventilation. 

In the former, which is the scheme it is proposed to 
discuss in detail, the plenum air is introduced through wall 
registers at a height not exceeding 8 feet above the floor level 
and extracted through registers fixed in the ceiling. Thus 
the air flows upward in accordance with natural currents 
induced by the heat of the body and the breath, the vitiated 
air being carried away and the incoming air uncontaminated. 
It f acilitates distribution if the air is introduced at the same 
or a slightly lower temperature (1° to 2°Fahr.) than that 
maintained in the apartment, so that the air falls, rather 
than rises, on entry. 

The theory that C0 2 is heavier than air and therefore falls, 
remaining in a layer at the floor level, is not borne out in 
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practice, which is probably due to the upward convection 
currents, caused by bodily heat. 

In the downward method the air is admitted through 
registers in the ceiling, or several feet above the floor level, 
and removed through vent registers in the walk at the floor 
line. Perfectly designed by a ventilating engineer of wide 
experience, provided with perfectly figured and constructed 
ducts which are necessarily of an even more elaborate nature 
than used in the upward system, and operated by a 
thoroughly competent and intelligent engineer, equally good 
results are obtained with this system. 

2. Position of Plenum Intake. 

For the intake of the fresh air, a position as free from 
contamination, and facing north if possible, should be 
selected, smoky chimneys, sanitary vent pipes, and the 
discharge from the mechanical extraction system being 
avoided, unless it is decided to experiment with re-circulated 
air (as mentioned in Chapter I. par. 3), in which case pro- 
vision must be made for connecting to the mechanical 
extraction system, at a convenient point, by means of a 
by-pass duct. 

The opening for the intake should either be fitted with 
louvred boards or iron bars, to prevent unauthorised entry 
to the building, and in either case expanded metal or wire 
netting is added to keep out birds, straw, rag, and other 
d6bris (i.e., coarse filtering). 

Incidentally this duct, if fitted with a suitable ceiling bolt 
and shackle, may in certain instances prove a convenient 
route for getting the fan, boiler, motor, washer, and other 
bulky gear into position. 

3. Position of Plenum Apparatus. 

The plenum apparatus, which has considerable weight, 
should, wherever possible, be placed in the basement and 
connected to the main intake opening by means of a duct 
built in white glazed brick, drains fitted with adequate 
traps being provided as required to facilitate cleaning 
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and to deal with rain or melting snow, which may be drawn 
iq during the prevalence of high winds and under the 




Fhk 2.— Glazed Brickwork to Inlet of Centrifugal Fan. 
(By the courtesy of Messrs. Davidson & Co., Ltd.) 

influence of the appreciable suction which will exist in the 
vicinity of the intake if the dimensions are at all restricted. 

By adopting this scheme the prospects of noise troubles 
are considerably diminished. Also the air traversing 
masonry or concrete ducts will be delivered to the ventilated 



Digitized by 



Google 



18 MODERN METHODS OF VENTILATION 

apartment at a more equable temperature in summer and 
in winter than if designed to traverse long uninsulated 
ducts fixed under the slates forming the roof of the building. 

4. Arrangement of Plenum Apparatus. 

Any complete system must include an air- washing and 
humidifying plant to remove dust and dirt from the air ; 
and in order to regulate the degree of humidification it 
is essential to provide heating surface at the inlet to the 
washer. There is a drop in the temperature of the air during 
its passage through the spray chamber, so that a second 
heater is required at the discharge of the washer. 

Obviously it is impossible to rely on natural means for 
circulating the large volumes of air necessary for the efficient 
ventilation of public buildings, audience halls, etc., and the 
most convenient air mover is the electrically driven multi- 
blade centrifugal cased type fan, discussed in Chapter V. 

The position of the fan in relation to the washer, and the 
best relative arrangement of the gear, is a matter for special 
consideration in each individual case, but it should be borne 
in mind that the " draw-through " (washer and heater on 
suction side) is slightly more satisfactory than the " blow- 
through " design (washer and heater on discharge side), as 
the velocity of the air can be gradually increased up to the 
fan and the excessive portion of the velocity head of the fan 
converted to pressure head. 1 

5. Distribution Systems. 

The method of obtaining a supply of conditioned air 
having now been explained, there remains the distribution 
system to consider. This can be divided into two types, 
i.e. : — 

(a) Main Trunk System. 
(6) The Plenum Chamber System. 
In the Main Trunk System, which can be roughly com- 
pared with the tree system of electrical wiring, a main supply 
trunk is run through the centre of the area to be ventilated 

1 These details are more fully discussed in Chapter III. 
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20 MODERN METHODS OF VENTILATION 

and branches are taken off, being further sub-divided as 
required. This is the arrangement commonly used when the 
fan is to supply air for ventilation purposes only, and the one 
herein recommended. 

When the hot-blast system is adopted, and the fan 
system is used for heating as well as ventilation purposes, 
the Plenum Chamber System, which is analogous to the 
distribution board system of electric wiring, is adopted. 
In this design the system is sub-divided into a large number 
of smaller systems, the feeder trunks from which are all 
collected in a main plenum chamber, which is so arranged,' 
by means of by -pass dampers, that all cold, all hot, or air at 
any intermediate temperature, can be delivered to any duct, 
the said dampers frequently being automatically controlled 
by thermostats placed in the apartment served by the duct. 
It will be observed that this system has special advantages 
when temperature control of the conditioned air over con- 
siderable range is desired in a number of apartments. 
Summarising the details of the system advocated : — 
Cold air is drawn in, preferably from the top of the building 
or from some area remote from sources of contamination, 
through a protected opening in the wall, and down a shaft 
built for that purpose in glazed brick, to the basement. 
There ifc is drawn through a tempering coil, which warms 
it to the required degree for humidification, passes through 
the washer, where it is scrubbed and humidified to the re- 
quired degree, and so on to the re-heating coils for final 
heating. The air is then drawn into the fan, from which 
it is discharged at the calculated velocity and at a pressure 
sufficient to overcome the friction loss of the complete duct 
system, which distributes it as required to the various parts 
of the building, through the registers, and into the apart- 
ments to be ventilated. 

6. Position of Plenum Registers. 

Every ventilating engineer holds more or less decided 
views on this point, but, for general work, positions in 
the walls at a height of 6 ft. 6 in. from the floor line to the 
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lower edge of the register are an arrangement which gives 
very satisfactory results if the air is delivered in a horizontal 
direction, and at a maximum velocity, through the free 
area of the grating at 200 to 300 feet per minute for the 
smaller rooms, and at 400 to 500 feet per minute through 




Fig. 4. — Plenum and Extraction Registers. 

the free area x for large halls, in order to attain a greater 
distance. 

7. Position of Extraction Registers and Fan. 

As previously indicated, the present writer prefers to 
place the extraction registers in the ceiling. 

If a false roof or ceiling space can be provided immediately 
above the ventilated apartment, this simplifies the design 
enormously, as ducts then become unnecessary, the whole 

1 See Chapter II. , par. 9. 
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of the space being made more or less air-tight and the 
vitiated air extracted from the apartment vid the ceiling 
registers by a simple and cheap ring type of fan, which can 
be bolted direct to the wall. 

When it is necessary to draw vitiated air from a largo 
number of smaller apartments, the various registers are 
connected to convenient extraction ducts, rising up through 
the different floors, being in turn collected in the attic or 
other place forming the exhaust chamber and connected to 
the extraction fan, which, in an instance of this kind, would 
probably be of the double inlet multiblade cased centrifugal 
type, in order to deal with the resistance set up to the air 
flow. 

Systems containing ducts having high and low resistance 
values cannot be connected to the same exhaust chamber, 
but to separate fans of suitable design, all the ducts of one 
system being figured for equal resistance values when dealing 
with the required volume of air, as discussed in Chapter IV., 
par. 5, in order to obviate subsequent regulation by the 
fixing of permanent obstructions, which are of course highly 
inefficient. 



Table VII. — Wind Velocities and Equivalent Velocity 
Pressures. 



Velocity in feet 
per minute . 


4,850 


4,400 


(aver.) 
3,740 


(aver.) 
2,860 


1,760 


1,320 


880 


264 


Do., miles per 
hour . 


55 


50 


45—50 


35—30 


20 


15 


10 


3 


Description 


great 
storm 


storm 


very 
high 
wind 


high 
wind 


brisk 
gale 


plea- 
sant 
breeze 


— 


just 
percep- 
tible 


Equivalent velo- 
city in inches 
of water 
column 


1-5 


1-2 


0-9 


0-5 


0-2 


01 


005 
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8. Extraction Fan Exhaust. 

If possible a sheltered spot, where high winds will have 
little or no effect in causing back pressure on the fan, should 
be selected for the extraction fan exhaust, as, otherwise, 
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Fig. 5. — Extraction Fan Exhaust, for a duty of 2J million cubic feet 
per hour. 

excessive variations in the performance of the fan will be 
observed. 

If no convenient and sheltered area is available, then a 
tower form of exhaust having louvred sides may be built 
on the roof so that one point of the compass is always 
favourable to the discharge. 
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Fig. 6. — Model Design of Ventilating Installation on the 
.Balanced System. 
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For smaller installations revolving cowls prove very 
useful. As in the case of plenum intake ducts, provision 
should be made for draining rain and melting snow away, 
which will drift in when the fan is not moving unless 
automatic shutters are fitted. 

The question of back draught becomes of special import- 
ance in dealing with ring type of fans, as the added resistance 
will increase the load on the motor, conceivably to a 
dangerous extent, if due allowance is not made for this 
factor (see also Chapter V., par. 12). 

9. Velocity Considerations and Values. 

In deciding on the velocities for the air movement to be 
adopted, both for the plenum and for the extraction parts of 
the system, some essential considerations are : — 

(a) Limitations of economical speed of fan in the 
matter of power. 



Table VIII, 



-Suggested Velocities in the Air Circuit 
through Free Area. 



Part of Circuit. 


Velocity (feet 
per minute). 


1. 


Main intake for fresh air ... 


500—900 


2. 
3. 
4. 
5. 
6. 


Ducts from intake to tempering coils 
Through tempering coils .... 

Through washer ...... 

Through re-heater ...... 

Main horizontal ducts from fan to branches 


800—1,000 
800—1,500 
500 

800—1,500 
1,000—1,500 


7. 


Branches to vertical risers connecting to registers 


800—1,000 


8. 


Vertical risers (preferably velocity is 50 per cent, 
greater than (9) to secure a fairly equal dis- 
charge over whole area of register) 


500-^800 


9. 


Through registers (depending on width of apart- 
ment and height of register above floor). 
Higher velocity should be used for wide rooms 
with registers 8 to 10 feet above floor level . 


200-^500 


10. 


Extraction ducts ...... 


500—1,000 



(b) Limitations of air velocities on account of noise 
and also loss of power in duct friction. (Latter increases 
as the square of the speed.) 
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(c) Limitations of air velocity through registers by 
reason of draughts (chiefly plenum) and noise. 

(d) Desirability of as high a velocity as possible under 
the limitations above referred to, in order to reduce the 
size of duct to the minimum, and also to get a rapid 
conveyance of warm air with minimum heat losses. (Heat 
transmission through duct walls per foot super, per hour 
is practically constant, but at higher velocities the duct 
discharges more air at the same temperature, hence more 
heat units.) 

Consider the maximum velocity in straight ducts when 
free from obstructions and bends to be 1,800 feet per 
minute, and through free area of registers to be 500 feet per 
minute, if silent operation is an essential feature. 

10. Free Area. 

By " Free Area " is meant the gross cross-sectional area 
of the duct, etc., through which the air passes, less the area 
of any obstruction, such as iron gratings, pipes, steel 
stanchions, etc. 

Most careful attention must be paid to this definition, for 
otherwise failure is inevitable owing to the much higher 
values for resistances which will be introduced into the air 
circuit, which, since the fan pressure remains constant, will 
result in reduced quantity of air. 
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CHAPTER III 

CONSIDERATIONS TO BE OBSERVED IN THE DESIGN 
OF THE AIR CIRCUIT 

[A thorough understanding of the matter contained in this chapter 
is essential for the efficient design of the Air Circuit.] 

1. Velocity Variations. 

, If an uniform stream of air moves along a duct in which 
the sectional area varie3, the same weight of air must pass 
any two sections of the duct in the same interval of time, 
otherwise there would either be an obstruction or accumula- 
tion of a certain quantity of air in the space between the two 
sections. Thus, if at two points we have velocities v and 
v 1 , and areas of a and a 1 we must have : — - 

av = a¥, 

but from the well-known law of mechanics the energy stored 
in unit mass is — 

energy = \mv % , 

to 
or since mass (m) is equivalent to — we have — 

9 

wv 2 

energy = ^-, 

where w equals the weight and g the acceleration due to 
gravity. 

Hence there must be continuous changes in the kinetic 
(viz., motion) energy per pound of air, wherever a stream 
of it pa3se3 through a duct or channel of varying 
dimensions. 

It can be shown that these changes are always accom- 
panied by an increase or decrease in pressure and a reduction 
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(in either case) of total energy, the value of such reduction 
depending on the efficiency of the changes or conversion. 

If a pipe through which air is moving with a certain 
velocity v, and containing therefore an amount of energy 
per pound weight — 

energy = ^p 

is allowed to discharge into the atmosphere when it is 
practically brought to rest, the whole of that energy is lost, 
as regards the air circuit with which we are concerned, and 
is converted into heat. 

The case is quite otherwise, however, if the air (being 
confined to a duct) is allowed to come to rest gradually 
owing to the gradual enlargement of the duct, for then no 
local eddy currents are formed, which waste the energy of 
the moving air, but, instead, the gradual reduction of the 
velocity raises the pressure in front of the stream and 
communicates the increased pressure to the remainder of 
the air. 

If the enlargement of the pipe is again reduced at the 
other end of the reservoir or tank in the same gradual way, 
the pressure accumulated by the gradual stopping of the 
stream is again utilised in starting a fresh stream without 
substantial loss. If the stream is allowed to pass into the 
expanded or reduced portion without careful design, the 
loss of the entire energy of the moving stream must be counted 
upon. 

In the case of a bend, similar considerations hold if the 
air is driven up into a sharp angle, and a sudden change of 
direction is caused by a sharp bend ; the whole of the 
kinetic (viz., motion) energy of the air in one direction is 
lost (as regards useful work on the air flow), such energy 
being transformed into heat energy instead of being utilised 
to do the work in hand. More energy is now required to 
start the air flowing in the new direction at right angles to 
the old direction, whereas had the change of direction been 
gradual the velocity of the air would not have been reduced 
and additional energy would not have been required. 
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2. Velocity and Pressure Head. 

The flow of air through a duct or other closed channel is 
due to a difference in pressure existing between two points, 
such pressure usually being expressed in inches of water 
column in this country and ounces per square inch in the 
United States. If there were no frictional losses in the pipe, 
the total head or pressure set up by the fan or other apparatus 
would be available for producing flow, and the speed or 
velocity of that flow would be that which would finally 
result if a body under the action of gravity had fallen freely 
the distance measured by the head, or 

v (in feet per second) = V2gh, 
where h is the head or pressure in feet of air column. 

Als ° A = l2W' 

where H = head or pressure, expressed in inches of water 
column, 

d = density of water, 

W = weight of air in lbs. per cubic foot under 
standard conditions ; 

then substituting numerical values for the above expression 
we have 

, _ H X 62-37 

A - 12 X 0-076 = 68H ' 

substituting the value for h thus obtained we have — 

v (feet per minute) = 60 \/2grH68, 
whence 

v (feet per minute) = 3,950 \/h, 
and putting the static pressure H = 1 inch of water column 
from which 

v = 3,950 VT 

v = 3,950 feet per minute for 1-inch pressure. 

The pressure head equivalent to the velocities can be 
obtained direct from Tables VII. or XXXVII. 

Unfortunately it is not possible for either air or water (so 
far, these laws apply equally in both cases) to flow through a 
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pipe without some friction loss, however small, and the 
velocity of flow is, therefore, less than the formula would 
indicate. In other words, part of the total pressure exerted 
upon the air is employed in overcoming the resistance to 
flow, which is known as the static head, and part is utilised 
in the initial production and subsequent reproduction or 
maintenance of velocity at the sharp corners, etc., and is 
known as the velocity (dynamic) head. 

It should be obvious, therefore, that, since it is the total 
head that is the only means of producing a flow of air in a 
duct or pipe, the sum of the static and the velocity heads must 
equal the difference in the head (i.e., loss of draft pressure) 
between any two sections of a duct through which the air is 
flowing. 

With a constant total head, any increase in the length 
of pipe naturally increases the frictional loss (uses up part 
of static head available) and reduces the amount available 
for producing velocity (i.e., output of air from the duct) 
accordingly. Similarly any abrupt change in sectional 
area or direction of the duct, right-angled elbow, etc., 
converts velocity head (kinetic energy) directly into heat, 
by reason of the eddies and whirls which are formed, thus 
causing still further reduction in the output of the duct. 

The constant static head against which the fan delivers 
the air is often spoken of as the " Maintained Resistance." 
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CHAPTER IV 

DUCTS AND REGISTERS 

1. Provisions for Ducts on Plans. 

Unless very great care is exercised in the design and con- 
struction of the ducts and registers, the ventilating system 
is doomed to failure. It is obviously more economical and 
less trouble to put down a much smaller plant, or entirely 
to omit to provide a ventilating plant, and hence not con- 
struct the building or audience hall in view, than to spend a 
relatively large sum of money on a first-class plant and then 
to reduce its output by 50 per cent, or so by reason of badly 
designed and constructed ducts, the plant and the system 
being blamed instead of the individual responsible for 
cramping the ducts. 

In designing an audience hall or public building the 
following routine should be adopted if good results are to be 
obtained : — 

(a) Select the site. 

(6) Decide upon the general arrangement of the main 
apartments. 

(c) Figure in tentatively the leading dimensions of 
these apartments and the seating accommodation. 

(d) Estimate the quantity of air required adequately 
to ventilate each apartment. 

(e) Recognise the evil, take it in hand, and figure in 
the dimensions of the main ducts and the proposed 
position of registers both for the plenum and extraction 
systems, so that these may receive due consideration 
in all future detail work, both constructional and 
decorative. 

Nelson S. Thompson, of the Supervising Architects' Office, 
Treasury Department, which controls upwards of 650 
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Government buildings in the United States, in this connec- 
tion advises : — 

" The next step in the design of the mechanical equipment is the 
completion of the preliminary drawings . . . showing arrangements 
of the building. 

" The mechanical draftsman wiil indicate on tracings all chases 
necessary for any part of the mechanical equipment, size, and 
location of all hot air flues and registers, cold air inlets, ventilators, 
vent ducts, flues and space required for boilers, fans, heaters, air 
washers and other machinery. 

" These preliminary tracings are returned to the architectural 
draftsmen, whose duty it is to arrange the building to receive the proper 
mechanical equipment. " 

A typical instance of this common-sense arrangement 
is useful further to illustrate the point, and Mr. Thompson 
continues : — 

" In locating distributing cabinets (for electric light) in thin walls, 
care is taken to see whether a steel beam is located directly over the 
cabinet ; and should this be the case, the structural engineer is 
requested to substitute two channels for the beam, and to set the 
backs of the channels 1£ inches apart." 

One cannot but remark what an improvement such a 
practice is to that unfortunately prevalent in this country, 
whereby the artist plans the building, including the decora- 
tive features, leaving the elevator, water, gas, sewerage, 
ventilating, fire equipment, vacuum cleaning, telephone, 
etc., engineers to do their best (or worst), fighting their 
every request for space, regardless of whether it may be 
reasonable or otherwise, and resulting in additional main- 
tenance expenditure to the purchaser (which is the inevitable 
result of crowding all sorts of gear into the same chase), the 
inadequate provision of space for the efficient inspection 
and cleaning of elevator, etc., machinery, the wholesale 
covering up of inspection boxes (used for drawing in electric 
cables) by decorations, etc. 

Instances continually arise where the area of a duct is 
reduced by 80 per cent, by a steel joist passing through it or 
the duct has four right-angled bends unexpectedly intro- 
duced into it to enable it to pass an obstruction, or possibly 
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it stops suddenly in a hollow ceiling or other space of at 
least twenty or thirty times the cross-sectional area, and 
then continues on the other side at least 50 feet away, the 
designer, constructor (or destructor !) being apparently 
totally ignorant of the fact that laws regulating velocity 
and pressure heads exist. 

The duct work cannot be tucked into any old nook or corner 
or altered in area and direction to suit any and every trades- 
man engaged on the job, if it is to be successfully used for 
the purpose for which it was installed. The air distribution 
system is part of a definite and highly intricate machine, 
and if satisfactory results are to be obtained therefrom it 
must be treated with as much respect as a motor car, a 
dynamo, or a big printing machine. The law is inexorable. 

No architect or engineer having selected a rolled steel joist 
on a factor of safety 2, would proceed to drill f inch holes 
across both flanges and down the web ; yet this is only the 
converse of providing a duct and choking it with obstructions, 
a common enough practice. 

2. Materials for Construction of Air Ducts. 

Air ducts are usually constructed by one of the following 
methods : — 

(a) Bricks, preferably glazed or cement rendered, for 
the main vertical and horizontal ducts. For the vertical 
rises to registers brick ducts lined in galvanised iron as 
work proceeds are extensively used in the United 
States. 

(6) Lath and plaster, with smooth side towards the 
air current. 

(c) Galvanised iron for extraction ducts, and also 
for plenum work in factories, skating rinks, riding 
schools, expecially if heating is to be combined with 
ventilation on the hot-blast system. 

(d) Eternite or other patent sheeting, or match- 
boarding fixed on timber or metal studding (difficult 
to make air-tight, mechanically weak for inspection 
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and cleaning purposes, and latter material is in- 
flammable). 

(e) Terra-cotta drain pipes of large diameter. 
Whatever material is used — and in the opinion of the 
writer, for main ducts glazed bricks are preferable ; if these 
are too expensive, concrete cement rendered and white- 
washed for the smaller ducts, galvanised iron built into 
brickwork or not, as circumstances and finances permit — the 
two following rules should be rigidly observed : — 
(a) No square-cornered right-angled bends. 
(6) No abrupt changes in shape or sectional area. 
In all cases access for adequately cleaning plenum ducts, 
preferably by means of hand brushes, or alternately by 
means of flue cleaning brushes, must be provided.^ 

Attention should be paid to the subject of avoiding 
increased fire risk, by running ducts through fire-proof 
partitions and also preventing the undue transmission of 
sounds such as conversation, musical instruments, etc., also 
cooking and sanitary smells, from one apartment to the 
other by way of the ducts. This is a point where the long 
and specialised experiences of the ventilating engineer will 
be of inestimable value to him. 

3. Pressure Losses in Air Ducts. 

This subject was treated from a theoretical point of view 
in Chapter III. par. 2, but it is probably well to recapitulate 
here to a slight extent, as it is very important for successful 
design work. 

Losses in duct systems or the air circuit are made up of 
two parts : — 

(a) Velocity or dynamic losses. 

(b) Static or friction losses. 

Losses of velocity head are due either to changes in direc- 
tion or velocity of the air, and are caused by the loss at 
entrance to duct, but principally by eddies and whirls set up 
in elbows and connections. 

The loss at entrance is equivalent to the pressure head 
required to produce the velocity of the air in the duct, and 
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may vary from one to one and a half times the velocity 
head, depending upon the free area and whether the duct 
is connected directly to the fan outlet or whether through a 
plenum chamber. It may be expressed as a multiple of 
the pressure corresponding to the average velocity produced 
in the duct. 

When the velocity in the duct is the same as at the fan 
outlet this may still be considered a loss, in view of the fact 
that, with a reduction of velocity through a gradually 




Round Pipe. Rectr'Pipc. 

Fig. 7.— Resistance of 90° Elbows. * 



diverging outlet to a larger area, the difference between the 
velocity head at the fan and the velocity head in the pipe is 
largely utilised by conversion to static pressure. 

The other chief source of loss of velocity head is in elbows, 
and depends directly on the radius of curvature of the elbow, and 
not on its size or the velocity of the air. For the purposes of 
calculation it is convenient to state this loss in the effect 
it would have in adding length of straight duct to the 
system — i.e., equivalent lengths in diameters of round or 
widths (viz., longest side of rectangular section) of straight 
pipe. It will be seen that this is really finding a convenient 
method of stating loss of velocity head in terms of static 
loss, which simplifies figuring to a marked extent. 
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Table IX.— Resistance of 90 


Elbows (Nelson S.Thompson). 


Radius of Throat of Elbow in Diameters 
of Duct. 


Number of Diameters of 
Straight Duct offering 
Equivalent Resistance. 


— (square corners) . 

k ... 
i ... 
i . 

H ... 
If . . . 
2 (maximum efficiency) 








100-0 

65-0 

30-0 

10-0 

6-0 

5-0 

4-3 



Example 9. — For instance, a 90° elbow of 36-inch diameter 
pipe, having a radius of throat equal to 2 diameters — that is, 
72 inches offers the same resistance to the flow of air as 4-3 
diameters of straight pipe or 12-9 feet of straight pipe. By 
reference to the Friction Chart, Table XI. or Table XXXVI., 
the frictional resistance of the elbow can now be determined. 

Bends in round or square duct should be turned on a true 
circle. In round ducts the crimped or one-piece elbow is not 
used, but they are made in sections. 

Number of sections will be the even number (minimum of 
five) above the square root of the diameter of the duct, in 
inches. 

Example 10. — Thus the bend in a 60-inch diameter duct 
should be made up of 

\/60 = 7-74, viz., eight pieces. 

Branches, which should be of the same depth as the 
main pipe in rectangular or square ducts and be after- 
wards tapered as required, should leave the main duct 
at the side at any angle less than 45°, but preferably at 30°. 

Outlets which discharge directly from the main or from 
branches, as is often the case in industrial buildings, should 
be made about two diameters in length. 

In cases where the sectional area has to be increased or 
reduced, this, as has been shown, must be done without 
shock to the air current if loss of velocity head is to be 
avoided. 
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Efficient angles for the slope of the plates to effect the 
reduction can be obtained from Table X. 

Table X. — Loss of Pressure due to Converging or Diverging 
Nozzles or Cones (W. H. Carrier). 



Angle of Slope (in Degrees). 


6 


10 


15 


20 


25 


30 


Efficiency of conversion (velocity pres- 
sure to static, or vice versa) per cent. 


70 


56 


42 


28 


14 


— 



For practical purposes make slope l£ inches (6°) to 
2 J inches (12°) to the foot, until the area is reduced or 
increased to size required. 

The second source of pressure loss in the duct system or 
air circuit is due to the friction of the air rubbing against 
the sides of the duct. This loss will vary directly as the 
length of the pipe or as the square of the velocity, and 
inversely as the diameter of the pipe. As length is a fixed 
quantity for any system, the only factors subject to modifi- 
cation when working to obtain a definite friction (static) 
loss are the diameter of the duct and hence the velocity of 
the air, which are the factors which determine the relation 
between power cost for operating fan and cost of duct work. 

It is the most convenient practice to determine a velocity 
which will give an assumed resistance considered suitable 
within the capacity of the fan (see Chapter II., par. 8). 

The following formula indicates standard practice : — 

P __ 173K.S.V. 2 

±-_ A 

Where P = Loss of pressure in inches of water ; 
K = A constant depending on the smoothness of 

duct surface, viz., 0-00012 for galvanised 

iron and 0-00022 for brick or concrete 

ducts. 
V = Velocity of air, in feet per second. 
A = Cross sectional area of duct, in square 

inches. 
S = Rubbed surface in square feet. 
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For those who prefer it, this result can be obtained per 
100 feet run of galvanised pipe for varying diameters of duct 
and air velocities from the chart of Table XI. or Table 
XXXVI. 

Generally, the loss in static head in a length of duct 
equivalent to 60 diameters equals one velocity head. 

4. Total Loss of Head. 

The different sources of pressure loss for ducts only 
(exclusive of heaters, washers, etc.) have now been clearly 
shown, and therefore to ascertain the total loss of head 
in the duct system these separate losses must be collected as 
follows : — 

(1) The pressure required to force the air through the 
plenum main intake and maintain the maximum velocity 
required in the air circuit. (It may be 1-0 to 1-5 times the 
head which is equivalent to the velocity.) It is only reckoned 
once unless there is a velocity loss due to a badly designed 
elbow or diverging or converging part of the duct, in which 
case deal with it as instructed in the next paragraph. 

(2) Summarise all the velocity heads required in the 
ducts to produce increases of velocity due to variations in 
the section of the ducts. If all diverging and converging 
nozzles are well designed (slope 1 J to 2 J inches per foot), 
assume value of conversion at 50 per cent, in order to be 
on the high side. If in doubt, estimate on assumption that 
total kinetic energy of moving stream is dissipated — 
i.e., that one velocity head is lost and hence that an addi- 
tional one will be required in each case to restart the stream. 

Example 11.— Thus, if when the velocity is 1,750 feet per 
minute the duct has two right-angled bends. and one badly 
designed enlargement, add the equivalent of one velocity head 
for each 1,750 feet per minute at 50° Fahr., viz., 0-2x3 = 0-6 
inch water, in lieu of the increased length of duct method. 

This energy loss can be visualised by reference to a roller 
skating rink on which a skater is seen gliding along one side 
of the rink. If hfe is -a good skater, he will be able efficiently 
to change his direction and proceed along a line at 90° to his 
original direction without appreciable loss of speed, whereas a 



Digitized by VjOOQIC 



Table XI. — Frictional Chart for Galvanised Iron Ducts. (By the courtesy 
The American Blower Co., U.S.A.) 
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beginner will run into the barrier, whereupon his speed 

vanishes and he loses the energy of motion. In order to get 

going again in the direction at 90° to his original path he has 

to use considerable energy to attain the speed at which he 

was previously skating along the straight. Here the loss in 

energy was obviously one velocity head. 

(3) Having obtained the total equivalent length of duct 

(i.e., actual length, plus allowances for elbows according to 

Table X.), the loss, of head can be quickly ascertained from 

the chart of Table XI. 

Table XII. — Metal Gauges for Galvanised Iron Ducts. 



S.W.G. (English) 


26 


24 


22 


20 


18 


16 


Round diamr. (inches) . 


15 


30 


42 


54 


72 


above 


Rectangular, longest side (inches) . 


18 


26 


40 


72 


84 


above 



United States practice runs rather lighter than the figures 
given above, but, unless the job has to be cut in every detail, 
these weights should be adopted. Table XXXIX. give3 
weights for galvanised iron pipes and elbows. 

For duct velocities see Table VIII., Chapter II. 

5. Figuring Ducts of Varying Lengths and Duty for Equal 

Resistance. 

All ducts connected in parallel on one fan system should 
be designed for approximately equal pressure drop so that 
they may pass the correct quantity of air with the minimum 
amount of permanent regulation. 

There are many systems of figuring ducts for equal 
resistance — i.e., long ducts, having higher resistance values 
than the average length or duty, are made of larger section 
to reduce the velocity and hence the static resistance. 
Conversely, ducts shorter or figured for lower duty than the 



Digitized by 



Google 



40 MODERN METHODS OF VENTILATION 

average have the air velocities increased slightly to increase 
the friction loss to the average value. 

The following method, which is believed to be due to 
Thompson, appeals to the author as having the virtue of 
neatness, combined with accuracy and simple figuring : — 

(1) Make main trunk at fan the same size as fan outlet 
(figured from maker's catalogue), or larger if desired to 
reduce velocity. 

(2) Refer to Table XIII. and note how many 1-inch by 
1-inch pipes are given as being equal in carrying capacity 
to this main duct. 

(3) Divide this number of 1-inch pipes by the fan capacity, 
expressed in cubic feet per minute, which gives a fraction 
equivalent to the portion of 1-inch pipe to be allowed for 
each cubic foot of air. 

(4) Multiply the amount of air to be delivered to each 
register by the equivalent distance of the said register from 
the fan. (Equivalent distance means total length of duct, 
after all additions for bends, contractions, etc., have been 
added.) 

(5) Divide the total of these products by the fan output 
in cubic feet-minutes. This gives the average distance of all 
the registers from the fan. 

(6) Multiply the amount of air to each register by the 
fraction obtained in operation 3, i.e., the number of 1-inch 
pipes in the main trunk at fan. This will give the number of 
1-inch pipes to be allowed for each register. 

(7) Corrections: — 

(a) For each 1 foot by which the equivalent dis- 
tance (4) exceeds the average distance obtained in opera- 
tion 5, one-third of 1 per cent, is to be added to the 
number of 1-inch pipes previously allowed for each 
register. 

(6) If the equivalent distance is less than the average 
distance, the correction is to be deducted instead of 
added. 
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(8) Refer to Table XIII. and find the size of square pipe 
equivalent to the corrected number of 1-inch pipes for 
each flue. This is the size of the branch pipe at the 
base of the flue. Add all the branches back to the fan, 
or table, and if the figuring is correct it will add up the size 
of main trunk started with. 



Table XIII. — Equalisation Table of Ducts (Thompson). 

A. Diameter or side of square pipe in question (in inches). 

B. Number of 1-inch square pipes equivalent to ditto. 



A. 


B. 


A. 

20 


B. 


A. 


B. 


1 


1 


1,788 


39 


9,498 


2 


5 


21 


2,020 


40 


10,119 


3 


15 


22 


2,270 


42 


11,432 


4 


32 


23 


2,537 


44 


12,482 


5 


60 


24 


2,821 


46 


14,351 


6 


88 


25 


3,125 


48 


15,963 


7 


129 


26 


3,446 


50 


17,678 


8 


181 


27 


3,788 


52 


19,499 


9 


243 


28 


4,148 


54 


21,428 


10 


316 


29 


4,528 


56 


23,468 


11 


401 


30 


4,929 


58 


25,620 


12 


498 


31 


5,351 


60 


27,886 


13 


609 


32 


5,793 


62 


30,268 


14 


733 


33 


6,256 


64 


32,768 


15 


871 


34 


6,741 


66 


35,388 


16 


1,024 


35 


7,247 


68 


38,131 


17- 


1,191 


36 


7,776 


70 


40,996 


18 


1,374 


37 


8,327 


72 


43,988 


19 


1,573 


38 


8,901 


74 


47,106 



This system would probably be of more use in hot-blast 
work when the distribution is by means of galvanised iron 
pipes, for the work spent on figuring would scarcely be 
repaid by results in public building work, where ducts are 
inevitably a compromise between structural details and a 
perfect system. 
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Example 12. — Fan with 54 X 54 inch outlet to handle, 
28,000 cubic feet-minutes, feeding four registers. 



Operation No. 



1. 54 X 54 (inches). 

2. 21,000 (approx.). 



3. 



21,000 
28,000 



= 0-75. 



Outlet No. 
(a) 



1 
2 
3 

4 



Equivalent 
Distance. 



(M 



50 

50 

60 

110 



Cubic Feet 
per Minute. 

w 



6,000 

2,000 

10,000 

10,000 



Equivalent 
Distance x Cubic 
Feet per Minute. 

id) 



300,000 

100,000 

600,000 

1,100,000 

2,100,000 



Number of 

1-inch Pipes. 

(Operation 

No. 6.) 

(e) 



4,500 
1,500 
7,500 
7,500 



2 100 000 
Operation No. 5. ' n l n = 75 feet (average distance). 



28,000 



7:— 





Distance 




Corrected 


Size of 


Outlet No. 


to be 




Number of 


Branches 




Corrected. 




1-inch Pipes. 


(inches). 


(a) 


<*) 


(c) 


(d) 


w 


1 


-25 


-375 


4,125 


28 X 28 


2 


-25 


-125 


1,375 


18 X 18 


3 


-15 


-375 


7,125 


35 X 35 


4 


+ 35 


+ 875 


8,375 


37 X 37 



The main to carry branches Nos. 3 and 4 would be 8,375 + 
7,125 = 15,500— viz., about 47 X 48 inches. 

Rectangular pipes to be the same area when ratio of depth to 
breadth is not more than 3 to 1. If greater, correct as shown 
in Table XIV. 
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Table XIV.— Equalisation of Area of Round and 
Rectangular Ducts. 



Ratio of Length to Breadth (Rectangular) 
Increase area by (per cent.) . 



6. Registers. 

As previously stated, the height for plenum registers 
above the floor level is 6 ft. 6 in. to 8 ft. 6 in. to the lower 
edge, the former being adopted in narrow apartments with 
lower discharge velocities and the latter for wider walls in 
which the higher velocities are used. 

Baffle or deflecting plates materially assist in the equal 
distribution of air to all parts of the register and the control 
of the stream of air entering the apartment, thus avoiding 
any risk of complaints of draught from sensitive persons 
sitting near the register. 

Screens of about No. 12 round wire formed into a 1-inch 
diamond mesh are useful to prevent paper and inflammable 
material being thrown into the duct through the cast-iron 
gratings used to cover the larger openings. 

Excellent grids of standard sizes are listed by the National 
Radiator JCo., Ltd., who state in their catalogue the " free 
or blast area " corresponding to the gross size — a valuable 
time-saving feature for busy designers. 
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CHAPTER V 



FANS 



1. Types. 

The capacity of a fan is stated in cubic feet of air handled 
per minute, and the pressure set up in inches of water gauge. 




Fig. 9.— Single Inlet Multiblade Centrifugal Cased Fan. 
(By the courtesy of Messrs. Davidson & Co., Ltd.) 
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There are two main types of fan in general use : — 

A. The Centrifugal Steel Cased Fan, having not less 
than eight, and preferably many more, blades (i.e., 
multiblade) for use where any appreciable resistance 
to the passage of the air is anticipated — i.e., long ducts, 
heating coils, filters, etc., etc. 




Fig. 10.— Ring Type Propeller Fan. (By the 
courtesy of Messrs. Davidson & Co., Ltd.) 

B. The Ring Type Fan, which is only suitable for 
handling volumes of air against negligible resistance, 
i.e., below 0*1 inch static water gauge, at an air velocity 
of the order of 500 feet per minute. 

All ring type fans, whether of the box-blade, propeller, 
or porthole, etc., variety, should be arranged to discharge 
into or draw directly from the apartment without obstruc- 
tion or against any strong aspirating tendencies. Numerous 
failures of ventilating installations can be cited which are 
entirely due to the use of ring type fans to deal with air 



Digitized by 



Google 



FANS 47 

which it was desired io force through long ducts, and even, 
in addition, to draw it through cheese cloth filters and 
heaters. 

2. Centrifugal Cased Fans. 

For the purposes of plenum ventilation the centrifugal 
cased fan is selected, as it is required to deal with air at 
a medium resistance, the value of such resistance in a well- 
designed system being usually 1«00 to 1*50 inches static 
water gauge distributed over the air circuit generally, as 
shown in Table XV. : — 

(N.B. — Hereafter water-gauge will.be abbreviated to " W.G.") 
Table XV. — Loss of Pressure in the Plenum Air Circuit. 

Inches W.G. 

Intake ducts 0-10 to 0-20 

Washer 0-25 to 0-35 

Heater 0-20 to 0-30 

Distributing ducts 0-25 to 040 

Registers 0-20 to 0-25 

Total static 1-00 to 1-50 

Add for velocity head .... 0-30 to 0-60 

Total head, i.e., static plus velocity = 1*30 to 2*10 



Makers put forward two principal types of the centri- 
fugal cased fan, viz., the multiblade and the eight-bladed, 
usually known as the steel-plate fan. There are one or two 
other variations, notably the cup-shaped blade, for which 
its designers claim for it the special quality of " gripping 
the air and preventing it from sliding along to the side of 
the fan further from the inlet." Purchasers should exercise 
discretion and submit all claims to rigid tests of economical 
and noiseless running and workmanship. 

The question of the number and shape of blades is largely 
a matter of individual choice, but the present writer inclines 
to the multiblade as made under the " Sirocco " patents 
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on the score of more silent operation, with fairly high effi- 
ciency in a more limited space. On account of its high speed 
also, it gives better pulley ratios in the larger sizes and is 
more suitable for direct coupling to electric motors in the 
smaller sizes. 

There are, of course, various considerations in favour of 
forward, straight, backward curved, eight and multiblade, 
etc., types, but matter of this kind is rather outside the 
scope of the present work, as a certain amount of mathe- 
matics is involved, and readers interested are therefore 
referred to the authorities mentioned in the Foreword and 
also to Professor Carpenter's book, " Heating and Venti- 
lating Buildings." 

In the extraction system in cases where long and tortuous 
ducts are essential, similar pressure figures will be obtained 
to those given for the plenum system, if the heater and 
washer are omitted, and in this event a centrifugal cased 
fan must be used for mechanical extraction. 

Table XVI. — Loss of Pressure in the Extraction System. 

Inches W.G. 

Kegisters 0-01 to 0-25 

. Ducts to fan . " 0-15 to 0-30 

Discharge 0-10 to 0-20 



Total static 0-26 to 0-75 

Add for velocity head .... 0-25 to 0-75 



Total head, i.e., static plus velocity = 0*51 to 1*50 



In certain instances the figures for " ducts to fan " may 
be increased to 0*50 inch or even more on long runs ; but 
these high values should be avoided wherever possible, as 
the interest on the increased capital cost of large ducts will 
usually more than counterbalance the decreased revenue 
cost of extracting air from high resistance ducts. 

To ensure silent running and freedom from noise of " air 
rush " 1-25-inch and preferably 1-00-inch W.G. should 
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be regarded as the maximum pressure at which the fan 
should work. 

3. Designation of Centrifugal Cased Fans. 

Centrifugal cased fans are made in a variety of forms 
in order to meet each particular requirement with a minimum 
of inconvenience. 

Fans are designated right or left handed, according to 
whether the driving gear (pulley or motor) is on the observer's 
right or left hand side when looking into the discharge. 
" Top horizontal/' " vertical up," " vertical down," etc., 
" discharge " are self explanatory. 

Single inlet fans are usually preferred for plenum work 
or fresh air supply, as they are more easily arranged for a 
free, direct, and straight flow of air to the suction eye. 
Also, it is more simple to keep the bearings, belt, and motor 
away from the humid air current, thus avoiding rapid 
deterioration. 

4. Double-width Centrifugal Cased Fans. 

Centrifugal cased fans are also built of the double-inlet 
type, which are practically the same as two single-inlet fan 
wheels set back to back with the blade plate common to 
bofh sets of blades. 

They have double the capacity of single-inlet fans of the 
same runner diameter, and are used where large outputs are 
required or head room is limited. Such fans are arranged 
with a bearing on each side of the casing, and are frequently 
used for mechanical extraction systems when appreciable 
duct resistance is anticipated. 

5. Characteristics of Centrifugal Cased Fans. 

For a given size of fan, air duct system, and air density 
(applicable to all centrifugal cased fans) : 

(a) Capacity in cubic feet per minute varies directly 

as the speed. 

(b) Velocity varies as the speed or capacity. 
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Fig. 12.— Double Inlet Multiblade Centrifugal Cased Fan, for a duty of 

3£ million cubic feet of air per hour against £-inch W.G. maintained 

resistance. (By the courtesy of Messrs. Davidson & Co., Ltd.) 

(c) Pressure varies as the square of the speed. 

(d) Speed and capacity vary as the square root of the 

pressure. 

(e) Horse-power varies as the cube of the speed. 

K 2 
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6. Pressure Ratings and Selection of Centrifugal Cased Fans. 

Various makers adopt different systems of rating their 
fans, and this lack of uniformity is liable to lead to dis- 
appointing results if purchaser and contractor do not 
clearly understand each other when tenders are under 
discussion. 

It is clear that work must be done in the air circuit for 
two purposes — 

(a) To produce motion of the air, i.e., the velocity at 
which the air must travel to attain its destination 
(after which the work is lost to the duct system, if 
not partially converted to pressure head previously). 

(b) To maintain the velocity so produced, by over- 
coming the friction of the air rubbing on the sides of 
the ducts and tending to retard the motion of the air, 
equally on the suction and on the discharge sides. 

Now, since we cannot produce velocity without the 
expenditure of energy on it, it is obvious that in considering 
the total efficiency of the fan we must include the pressure 
head due to velocity. 

Further, since air will not remain in motion when opposed 
by resistance without the expenditure of further energy, 
we must add the head absorbed in friction (static), allowing 
thereon (Chapter IV., par. 3) for any equivalent head 
absorbed in reproducing the original velocities at- badly 
designed elbows, converging and diverging connections, etc., 
so that we are forced to the following conclusions : — 

(a) Total head to be developed by fan is the sum of 
velocity plus static head. 

(b) Velocity or dynamic head is that portion of the 
total head used to produce air movement. 

(c) Static head is that portion of the total head used 
to overcome friction, etc., losses. 

When only the total efficiency of a fan is given, but the 
ratio of the static to the total pressure is known, the static 
efficiency may be calculated by multiplying the total 
efficiency by the ratio of the pressures. 
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Obviously, in public building work where velocities are 
comparatively low, it is high static efficiency that is required 
in order to overcome the duct, heater, washer, etc., friction. 
For each pressure there is a certain velocity through the 
fan outlet that will give maximum efficiency, and this holds 
true for all sizes having the same design of blade ; but of 
course it may be a matter of expediency to operate a fan at 
other than the most efficient point. 

Example 13. — Required to select a fan for a duty of 15,000 
cubic feet per minute to be delivered against a maintained 
resistance (static) of 1 inch W.G. 

Referring to the Buffalo Forge Co.'s Catalogue we obtain the 
following data. 

Table XVII. — Comparison of Performance of Three Fan 
Sizes for a given Duty. 



Fan. 
No. 


Outlet 
.Velocity. 


Add for 

Total 
Pressure. 


Capacity 
in cubic 
feet per 
minute. 


R.P.M. 


Mechani- 
cal H.P. 
required. 


AirH.P. 

for Static 
Pressure. 


Efficiency 

on Static 

Pressure 

(percent.). 


No. 8 
>> 


1,600 
1,700 


016 
0-18 

0-25 
0-27 
0-30 


14,930 
15,860 


298 
294 


4-51 
4-66 


2-34 

249 


51-8 
53-3 • 


No. 7 

>> 
>> 


2,000 
2,100 
2,200 


14,290 
15,000 
15,720 


330 
330 
329 


4-08 
4-30 
4-56 


2-24 
2-36 
247 


54-9 
550 
54-1 


No. 6 

>> 
>> 


2,600 
2,800 
3,000 


042 
048 
0-56 


13,650 

14,700 
15,750 


392 

400 
410 


4-36 
5-00 
5-76 


2-14 
2-31 
247 


49-0 
46-3 
42-8 



Where silence, low initial velocity and operating cost are 
desirable at the cost of capital expenditure No. 8 would 
be selected. 

For moderate velocities and operating costs No. 7 is 
the fan ; whereas for high duct velocities and low capital 
cost with higher running cost No. 6 meets the requirements. 
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Of course, the excessive portion of the velocity head of 
No. 7 can be more or less efficiently converted, depending on 
the angle of slope of the duct walls, into static pressure, but it 
is obviously useless to speed up at the fan in order to get a 
good fan efficiency if the value cannot be utilised in the air 
circuit. The point which concerns the engineer is the 
efficiency of the complete installation and not individual 
parts, except insomuch as they affect the whole. 

English fan makers do not appear generally to have 
adopted the convenient methods of the American in listing 
fans showing the air velocity at outlet and the equivalent 
pressure to be added to the static value to obtain the total 
pressure, so that the Tenderer's Detail Sheet (Chapter XIV.) 
has been specially drafted to elicit this information. 

It may be observed in studying fan performance tables 
or curves that there are two different outputs at the same 
static pressure for the same speed of fan, which would appear 
curious until it is noted that the total pressure is different, 
thus agreeing with the foregoing statement. 



7. Ring Type Fans. 

When the design of the air circuit is such that the fan 
works against negligible resistance or aspirating tendencies 
(below 0-125 inch W.G.), i.e., with free intake and discharge, 
ring type fans are most effective, and are, of course, cheaper 
in first cost ; but it should be clearly understood that 
they are totally unsuitable for forcing into or extracting air 
from long or sub-divided flues, and this type of fan should 
therefore only be used in places where it can discharge into 
or exhaust the air direct from the ventilated apartment 
without obstruction. For silent running the maximum 
peripheral speed should be of the order of 4,000 feet per 
minute. 

Although not so efficient as centrifugal cased fans when 
operating against resistance, yet because of low first cost, 
large air capacity, and simplicity of erection, ring type fans 
are largely used for roof extraction, ventilating engine-rooms, 
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kitchens, ship's cabins, etc. They can be obtained direct 
coupled to electric motors, which is very convenient for 
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the smaller sizes, or arranged for belt drive in the larger 
ones. 
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8. Frames for Ring Type Fans. 

Various makers' designs of ring type fans differ, some wheels 
being suitable for propelling air with equal efficiency, 
either inwardly or outwardly, according to the direction of 
rotation, but others require slight rearrangement. Atten- 
tion must therefore be paid to this point in the specification 
when ordering. 

The frame ring and frequently the arms are all cast in 
one piece, three or four lugs, through which bolts pass, for 
attachment of the frame to the wall, partition or window 
being provided. This design is usual for fan wheels up to 
60 inches diameter. Above this size it is customary to 
provide two bearings either grease or oil ring lubricated, 
one at each side of propeller wheel, carried on wall 
brackets and steel joists to reduce vibration and prevent 
undue stress on the one bearing and on the wall. 

9. Capacities and Powers of Ring Type Fans. 

Table XIX — Performance of Standard Ring Type Fans. 

(Slow speed for silent running.) 







Peripheral 


Volume of Air 




Fan WheeJ 




Speed of 


in cubic feet 


Brake Horse- 


Diameter 
(inches) 


Revolutionr 
per Minute 


Runner 
(feet per 


per minute at 
free Intake, 


power at Fan 
Pulley. 






minute.) 


and Discharge. 




14 


1,000 


3,650 


1,000 


0-10 


18 


800 


3,750 


1,800 


0-12 


24 


600 


3,780 


3,000 


0-17 


30 


500 


3,920 


5,000 


0-25 


36 


450 


4,250 


8,000 


0-50 


42 


400 


4,400 


11,000 


0-62 


48 


350 


4,400 


14,000 


0-75 


54 


300 


4,230 


18,000 


1-0 


60 


280 


4,400 


24,000 


1-2 


66 

1 


250 


4,320 


28,000 


1-5 



A large margin of safety should always be allowed when 
deciding the capacity of ring type fans, as their operation 
is materially affected by many apparently trifling things. 
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10. Characteristics of Ring Type Fans. 

Variations in the output for any particular fan wheel 
diameter can easily be obtained by raising or lowering the 
speed, where — 

(a) For a constant diameter, angle of blades, and 
position of fan the volume varies directly as the speed. 
(6) Horse-power varies as the speed cubed. 

(c) Box-bladed and screw-type wheels have a capa- 
city 25 to 30 per cent, greater than a disk or flat-bladed 
wheel of the same diameter. 

(d) The air velocity is usually 16«0 to 21 per cent, of 
the peripheral speed. 

Readers desiring to study the subject further should turn 
up Mr. W. G. Walker's Paper, read before the Institution of 
Mechanical Engineers, 1897. 

11. Fixings for Ring Type Fans. 

As previously noted, wheels up to 60 inches diameter are 
usually fitted with cast-iron ring frames for carrying thesingle 
bearing. In this case a brick ring or wood frame is formed 
to the dimensions and the design shown on the makers' blue 
prints, and the ring is bolted directly to the wall or partition, 
which should be finished dead true to avoid straining the 
frame when fixing bolts are tightened. Short lengths of gas 
barrel built into the wall to receive the fixing bolts when 
brick seatings are used facilitate erection. 

All bolt hole centres and the other dimensions required 
can be obtained from the makers and special scale drawings 
supplied after the fan is ordered, care being taken to see that 
drawings are marked " final," and not " preliminary," 
otherwise dimensions taken off the actual fan as delivered 
may differ from those shown on the drawings. 

The suction side of the fan must not be unduly choked, 
a clear space equal to half the diameter of the wheel being 
left all round the ring to obtain maximum efficiency, as air 
is drawn in a direction not only parallel to the shaft, but also 
at right angles to it. Especially is this the case with ring 
type fans fitted with box-blade wheels. 
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12. Variable Duty for Centrifugal Cased and Ring Types 

of Fan. 

The characteristics of the centrifugal cased fan are such 
that if the discharge be stopped by closing a damper the 
load falls rapidly, the wheel continuing to rotate and to 
increase the static pressure slightly above the normal by 
reason of the centrifugal 
force which the rotation 
of the air round the axis 
generates, but as no air 
.is passing through the 
fan the power consump- 
tion is materially reduced, 
and the rotor with the 
contained air acts as a 
sort of fluid flywheel. 
When the damper is 
opened slightly some air 
passes ; hence the power 
consumption increases. 
Although this method of 
obtaining reduced output 
is convenient, it is not 
so economical or so quiet 
as that to be obtained by 
varying the speed, which 
can easily be done by 
installing a variable 
speed shunt-controlled motor on direct current electricity 
supply systems. On an alternating supply the damper 
device is practically the only arrangement available for 
obtaining reduced outputs unless cone pulleys be used. 
Dampers to these should be fixed on the discharge and not 
on the suction side of the fan, if on suction side what is 
known as surging takes place. 

The ring type fan (of which the wheel is some portion of a 
screw propeller), contrary to the centrifugal cased fan, 
exerts a direct thrust on the air, and therefore increased 




Fig. 14.— Air Flow through Box Blade 
Fan. 
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resistance to the flow of air results in an increased power 
consumption, so rapid, in fact, that it is perfectly possible 
for such a fan to take nearly three times as much power with 
the damper closed as with the damper fully open. This 
effect is not so noticeable with some of the curved box or 
propeller bladed fan wheels, which have to some extent the 
characteristics of centrifugal cased fans. In any case, 
regulation is not efficiently carried out by direct damper 
control, and if a variable speed motor cannot be used, then 
by-pass dampers which allow a part of the air to circulate 
round the fan instead of drawing all from the ventilated 
apartment must be installed if variable duty is required 
occasionally. Another and possibly better alternative in a 
situation of this kind is to provide two fan systems, one 
designed for say one-third and the other two-thirds of the 
full duty. If this arrangement is adopted care must be 
exercised in selecting the positions for the fans to avoid the 
risk of them pulling against each other, automatic shutters 
being provided for each, thus closing the outlet when the 
fan is not in use. 

Fifty to one hundred per cent, speed regulation where 
obtainable is desirable for full control, the maximum speed 
of the fan corresponding to a discharge about 10 to 15 per 
cent, in excess of the estimated quantity of air required. 

13. Precautions to be Adopted to ensure Silent Running. 

The term " noiseless running " as applied to machinery is 
purely one of degree and largely a question of mechanical 
isolation. 

Naturally, prevention is better than cure in fan engi- 
neering as in many other things, and for this reason it is 
desirable to avoid — 

(a) Running fans at high speeds to get high pressures 
in order to overcome the resistance of badly designed 
ducts. 1*25 inches — preferably 1*00 — W.G. static pres- 
sure should be considered, the maximum to be set up by 
the fan. 
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(6) Avoid high velocity of air and rapid changes in 
the direction of air ducts. Consider 1,500 feet per 
minute — preferably 1,000 — to be the maximum, that 
is, except at the actual intake and discharge of the fan, 
where the velocity values may be in excess of this 
figure — possibly 2,000 — 2,500 feet per minute. 

(c) Fix fans on solid foundations and avoid any 
large expanse of hollow concrete floor which could 
possibly act as a sounding " board." 

(d) Avoid the vicinity of steel joists forming part of 
the framework of the building. These are frequently 
found to be efficient sound carriers. 

(e) Adopt endless belt drive above 3 B.H.P., so that 
if the motor is at all noisy, being away from the duct, 
the air currents will not carry the noise forward. 

(/) Stop long or echoing ducts a foot or two short of 
the fan, and make the gap good with painted canvas 
matchboarding, etc. 

(g) Bed fans and motors on cork and felt pads, and 
isolate from the main structure by slipping sleeves 
over the holding-down bolts and washers of the same 
material under the steel washers, fixed under the 
nuts, care being taken that no part of the foundation 
bolts are in contact with the fan frame or base plate. 

14. Power required to Drive Fan. 

Work is done whenever motion is the direct result of a 
force being exerted against a resistance, the British unit 
being the weight of 1 lb. lifted through 1 foot (i.e., 1 foot-lb). 

The amount of work done is independent of time, but 
power, which is the rate of doing work, is inversely propor- 
tional to the time (i.e., the faster the work is done, the greater 
the force required). 

The British unit or horse-power has been fixed at 33,000 
foot-lbs. per minute. 

Now, since air has weight (0«075 lb. per cubic foot at 
60° Fahr.) and is moved against a definite resistance 
(measured for convenience in inches of water column) in 
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given time, power is exerted a value for which is found as 
follows : — 

Cubic feet of air per minute x pressure in inches (W.G.) X 5*2 

33,000 
= H.P. 

or 0*000157 X cubic feet of air per minute X pressure in 
inches (W.G.) = H.P. 

N.B. — To obtain total efficiency W.G. must include 
static and velocity head. 

One cubic foot of water, 12 x 12 X 12 inches deep, 
weighs 62-4 lbs. Hence a 12 x 12 x 1 inch slab 
weighs 62-4 -*- 12, viz., 5-2 lbs., the figure given above. 

The mechanical efficiency of fans varies considerably, 
but is usually of the order of 45 to 70 per cent., depend- 
ing on size and design. 
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CHAPTER VI 

AIR WASHING AND HUMIDIFYING PLANT (FILTERS) 

1. Air Conditioning (Humidification and Cooling). 

On account of the dust and soot introduced by a venti- 
lating system some form of air washer or air filter is essential 
where cleanliness is of importance and the spray type has 
superseded the old and insanitary cloth, coke, and other 
types of filter on account of its increased efficiency. Ability 
to regulate the quantity of moisture contained in the treated 
air and also to lower the temperature 7° to 10° Fahr., if 
required, are also valuable features of this type of plant, 
which is rapidly becoming standard practice for first-class 
ventilating work. 

In view of the unique experience which Mr. N. S. 
Thompson has had, and of which he has made the fullest 
possible use in dealing with the United States Government 
buildings, the writer ventures again to quote this engineer's 
views, which he has found fully confirmed in practice : — 

" In all buildings equipped with a plenum fan the practice is to 
install an air washer, as such a device is looked upon as the. most 
essential feature of a successful ventilating apparatus. The old 
plants were a failure on account of the inability of the dry air filter to 
cleanse properly." 

One of the chief objections to steam and hot-blast heating! 
in the past has been due to the failure of hygienists to 
appreciate the importance of the humidity of conditioned 
air. 

It has already been pointed out (Chapter I., par. 9) 
that the amount of moisture which air can hold increases 
rapidly with the temperature, so that if, during winter 
weather, air at a temperature of 30° Fahr. and 70° relative 
humidity (1-4 grains of moisture per cubic foot) — a very 
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usual figure — is passed through a 
temperature is raised to 65° Fahr., 
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will, unless moisture be added, fall to 20 per cent, of satura- 
tion, and complaints of dry and parched throats, etc., will 
inevitably result. A modern air washer would, under these 
conditions, add approximately 1*5 grains of water vapour 
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per cubic foot of air to be conditioned, thus maintaining the 
relative humidity at 43 per cent, at the higher temperature 
equivalent to 50 per cent, at 60° Fahr., at the temperature 
of the apartment, and by this means cause the air to be 
delivered in a state in which it is pleasant and comfortable 
to breathe. 

The most desirable degree of relative humidity to maintain 
in public buildings, audience halls, etc., is from 45 to 60 per 
cent, at a room temperature of 60° Fahr. (43 per cent, at 
65° Fahr.), corresponding to an average saturation tem- 
perature or dew point of 41° Fahr. and a total moisture 
contents of 2-9 grains per cubic foot of air, which is equivalent 
to a wet bulb depression of 9J° Fahr. This value will still 
cause a certain amount of condensation on the windows in 
very cold weather, and if such condensation for any reason 
has to be avoided, then the relative humidity at 60° Fahr. 
must temporarily be reduced approximately to 35 per cent., 
corresponding to a dew point of 30° Fahr., a total moisture 
contents of 2 grains per cubic foot of air, and a wet bulb 
depression of 13° Fahr. 

In Chapter I., par. 10, it was shown that cooling can be 
effected by the evaporation of water. In warm weather a 
shade temperature of 85° Fahr. and a relative humidity of 
40 per cent., corresponding to a moisture contents of 
5 grains per cubic foot, is frequently experienced. If the 
moisture contents be increased to 6 grains per cubic foot 
the temperature will be reduced 8|, or, say, 9° Fahr.— viz., 
to 76° Fahr. — the corresponding relative humidity to this 
weight of water vapour and air temperature being 62 per 
cent., which is quite comfortable. A greater cooling effect 
would be obtained by the continuous use of fresh cold water, 
or in a greater degree by the introduction of refrigerating 
coils in the water tank. From practical experience, however, 
a drop of 10° to 15° Fahr. between the actual temperature 
of the apartment and outside air is found to be the maxi- 
mum, greater differences causing complaints of cold even 
on the hottest days, by reason of the sudden change from 
one temperature to the other (American practice). 
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This interesting question of cooling audience halls, public 
buildings, etc., to any appreciable degree is one that has 
received comparatively little attention in this country up 
to the present, but, given an artesian well yielding a plentiful 
supply of relatively cold water, 50° to 56° Fahr., reasonably 
near the surface, it would be a simple matter not only to 
avoid increase of temperature of the ventilated apartment 
due to bodily heat, but also to effect a reasonable degree of 
cooling on a commercial scale. For details of cooling by 
mechanical refrigeration see Chapter I., par. 10. 

2. Constructional Details of Wet-Air Filters. 

A modern well-designed wet-air filter for use in connection 
with the ventilation of public buildings will carry out the 
following work : — 

(a) Remove 98 per cent, of the solid material carried 
by the entering air. 

(6) Increase the relative humidity to 85 per cent, 
of saturation point at the temperature of the spray 
water. 

(c) Remove fog to a very marked degree. 

(d) Eliminate any odours which are soluble in water. 

(e) Remove all trace of free moisture from the 
conditioned air (a valuable feature in the ventilation 
and cooling of the electrical machinery). 

(/) When using cold water (for cooling purposes), 
reduce the outgoing difference of air and water tem- 
peratures to less than 25 per cent, of the difference in 
the incoming temperature. 

Modern air washers consist of seven principal parts : — 

(a) The Spray Chamber. 

(b) The Scrubbing Plates. 

(c) The Eliminating Plates. 

(d) The Settling Tank (containing the Primary 
- . Filter). 

(e) The Secondary Filter. 

(f) Circulating Pump (usually electrically driven), 

(g) Heating Surface in the Settling Tank, 
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The leading dimensions of one of a well-known make of air 
washers are as follows : — 

Table XX.— Constructional Details of Wet-Air Filters 

(Davidson & Go.). 







Casing Dimensions. 


Pump. 


Air 
Capacity. 


Weight. 












Length. 


Width. 


Height 
overall. 


Capacity. 


Horse- 
power. 












gallons. 




cub.ft.-min. 


tons. 


ft. in. 


ft. in. 


ft. in. 


per mm. 




4,000 


1 


7 


3 9 


3 8 


20 


i* 


6,000 


1* 


7 


4 3 


4 4 


30 


if 


8,000 


1* 


7 


4 3 


5 5 


40 


2 


10,000 


1* 


7 


5 3 


5 5 


50 


2* 


15,000 


If 


7 


6 3 


6 5 


75 


3f 


20,000 


2i 


7 


6 9 


. 7 5 


100 


4* 


30,000 


3 


7 


8 10 


8 6 


150 


6 


40,000 


■3f. 


7 


10 4 


9 6 


200 


8 


50,000 


** 


7 


10 4 


11 6 


250 


10 


60,000 


5£ 


7 


12 4 


11 6 


300 


12 



(It will be noted that the length is constant for all sizes, the width 
and height being the only variable dimensions, in order to obtain 
constant air velocity through the washer, approx. 500 feet per 
minute.) 

The Spray Chamber occupies that part of the washer 
nearest the main intake and contains a system of galvanised 
water piping, to which are attached, uniformally spaced 
over the cross-sectional area of the washer, spray nozzles, 
having large orifices and discharging in the direction of air 
flow. They produce a cloud of water in a very finely 
atomised condition, so that the whole chamber is filled 
with a thick mist, and the air in passing through is thoroughly 
mixed with it. 

The Scrubbing Plates, which are placed at the end of the 
spray chamber, are fixed at an angle to the normal direc- 
tion of air flow, and are kept constantly flooded with water, 

F 2 
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thus effectually removing the solid and dissolving the 
soluble impurities. This leaves the air in a saturated condi- 
tion, i.e., containing a large percentage of free moisture or 
water in the liquid form. 

The Eliminating Plates, situated immediately behind the 
scrubbing plates, are also fixed at an angle to the normal 
direction of air flow, and are, in addition, frequently pro- 
vided with lipped edges, so that the air in its passage 
through both the scrubber and eliminating plates is forced 
against them and on the latter, which are not flooded, all 
remaining particles of free moisture (drops of water) are 
deposited, the air being discharged in the condition described. 
It is essential, in selecting any particular design of washer, 
to see that the plates are well designed, to avoid baffling 
the air current and setting up material resistance to the flow, 
an average value for this being 0-25 inch with 0«375 inch 
as a maximum — preferably the former figure. 

Example 14. — J inch additional pressure on a 60,000 cubic 
feet plant running 3,000 hours per year requires at Id, per horse- 
power hour 

60,000 X 0425 X 5-12 x 3,000 X Id. 
33,000 x 240 

viz., £14 15s., assuming 100 per cent, for efficiency, or, say, £22 
on a practical figure. 

The Settling Tank, usually constructed of galvanised 
plate iron, stiffened by an angle framework of the same 
metal, acts as the base of the filter and contains the water 
supply used by the sprays. A ball-cock valve connected 
to the supply main provides the make-up water (required 
by reason of evaporation) automatically maintaining the 
proper level. Rapid filling, overflow, and waste connections 
are also fitted. 

As will be seen from Fig. 10, the tank is divided into two 
parts by a screen of fine wire mesh, through which the water 
has to pass on its way to the spray system via the secondary 
filter and the pump. This primary filter removes all com- 
paratively large debris — straw, cinders, feathers, rag, etc. — 
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which may be carried in through the main intake, from the 
water. Watertight glass doors and electric lights are usually 
supplied to enable the apparatus to be adequately inspected 
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when running, and for access for periodical cleaning, which 
may be required daily or weekly, depending on the cleanliness 
or otherwise of the air to be treated. 

The secondary filter varies in design, but is inserted in the 
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pipe line between the gauze screen (referred to in the^ 
preceding paragraph) and the pump in order to remove 
effectually all solid matter remaining in the water, which 
would be liable to clog the sprays. In this connection it 
should be noted that the relative size of gauze mesh in the 
filter system and the smallest water way in the spray nozzle 
is an important factor in continuous working. The twin 
pattern filter, as fitted by Messrs. Davidson to the " Sirocco " 
washer, is an ingenious device which enables the strainers to 
be removed one at a time and cleaned while the pump is 
running. 

The Circulating Pump, usually of the centrifugal type, 
direct coupled to an electric motor, constantly re-circu- 
lates the water used by the sprays, the pressure adopted 
on the delivery being 25 lbs. per square inch for the 
atomisers and 8 to 10 lbs. per square inch on the scrubbing 
nozzles. Since for efficient filtering the spray chambers 
must be filled by the fine mist of water, it is not possible to 
reduce the output of the pump when the fan is running 
at a slow speed for half, three-quarters, etc., duty. 

Whenever possible the pump and motor should be so 
fixed that the top of the suction flange on the pump casting 
is below the bottom of the tank in which case the pump 
will always be flooded when the tank contains water, and 
by this means the necessity for fitting foot valves and 
priming cocks is avoided. 

3. Design Details. 

In considering various tenders for wet-air filters attention 
should be paid to the under-mentioned points : — 

(a) Air must be brought into most intimate contact 
with a very finely divided spray. 

(6) Large water-ways required in spray nozzles to 
avoid stoppage ; insist on ^ inch diameter as minimum. 

(c) Nozzles discharge water in direction of air flow, 
thus avoiding excessive humidification. 

(d) Adequate filtering of water when it is to be 
re-circulated. 
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(c) Uniform distribution of air over the whole cross- 
sectional area of the washer. This is most efficiently 
effected by arranging a straight entry of the air into 
the washer and by providing a perforated metal plate 
(say 1-inch diameter holes) at the entrance. 

(/) Saturated air, after leaving the spray chamber, 
should be broken into very narrow layers to be brought 
into repeated contact with the wetted surfaces of the 
scrubber. 

(g) Lips, or some efficient substitute, to be provided 
on the elimination plates to remove completely all free 
moisture. 

(h) It will be found that the humidifying effect 
depends on the water pressure maintained on the spray 
nozzles. This is useful on warm or humid days, as 
when less moisture has to be added the pumping 
pressure is reduced by means of the check valves. 

(i) For some types of water, containing a percentage 
of organic acids, copper plates and fittings are necee» 
sary. The Water Supply Department are usually glad 
to advise on this matter. 

4. Degree of Humidification. 

As will be readily understood, from Chapter I. par. 9 
and par. 1 of the present chapter, the regulation of the 
degrees of humidification is largely a matter of temperature 
control, and this is dealt with fully in the next chapter. 
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CHAPTER VII 

HEATERS 

1. Systems of Heating Apartments. 

There are two methods in general use of warming an 
apartment, i.e. : — 

(a) Direct Heating, in which the heat transmission 
losses through walls, windows, etc., are provided for by 
means of radiators fixed in the rooms to be heated, the 
air for ventilation purposes being warmed only to a 
sufficient degree to prevent complaints of draughts by 
reason of convection currents, and to avoid undue 
cooling of the ventilated apartments. 

(b) Indirect Heating by hot air (or hot blast, as it is 
termed in the United States), maybe adopted, in which 
case the air to be supplied must be heated to a suffi- 
ciently high temperature (maximum 130° Fahr.) to 
provide the heat transmission losses through wall, 
glass, etc., in addition to that required for humidifica- 
tion and tempering of the air. Air when treated in this 
way frequently acquires a " burnt flavour," and it i3 
also stated that it has an injurious effect on the nervous 
system. 

The former system (direct heating) is the one gener- 
ally adopted in United States and British Government 
Buildings, the Metropolitan Asylums Board, banks, insur- 
ance offices, etc., and recently installed in the new Regent 
Palace Hotel, the Royal Automobile Club, the Midland 
Adelphi Hotel, Liverpool, etc., and is advocated by the 
present writer after careful comparative tests of both 
systems. It is interesting to note in this connection that 
direct heating surface has, in many instances, been after- 
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wards added to systems originally designed for indirect 
heating only, although, of course, for factories, cinema 
studios, skating rinks, and buildings of similar type hot- 
blast heating is frequently preferable by reason of the 
possibilities of warming large areas when slight draughts 
are not a serious source of complaint, considered in con- 
junction with the absence of radiators, pipes, etc., which 
would otherwise form obstructions to the movement of 
travelling cranes, erection of scenery, shafting, machine 
tools, the transport of materials in course of manufacture, 
etc. 

In favour of the direct system, it may be said that any 
accident to the fan, motor, or plenum battery will not cripple 
the entire heating system, and the apartment may still be 
usable. Again, the large motors driving the plenum fans, 
the circulating pump on the air washer, etc., are only 
required when the apartment is actually in use, and not for 
a five or six-hour preliminary warming up, a financial 
consideration when electricity is the motive power. 

2. Heat Units required for Air Conditioning. 

As stated in Chapter I., pars. 6 and 8, the limits of tem- 
perature through which the air has to be handled are 
30° Fahr. intake (minimum) to approximately 65° Fahr. 
discharge to ducts for ventilating installations working in 
conjunction with direct heating systems in the British Isles, 
thus allowing for 5° drop in transit through the ducts, 
which is an average figure. It was also shown that 
within these limits, and without serious error, as compared 
with the increased facility for figuring, it could be con- 
sidered that 1 B.Th.U. will raise the temperature of 53 
cubic feet of air by 1° Fahr. under standard conditions of 
pressure. 

As regards humidification, with the type of washer 
described (i.e., not specially built for humidification) the 
air will probably leave the eliminator within 15 per cent, of 
complete saturation at that temperature (i.e., 85 per cent, 
relative humidity), so that in order to obtain a final condi- 
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tion of 66° Fahr. and 43 per cent, (or 60° Fahr. and 50 per 
cent.) relative humidity, which corresponds to a moisture 
contents of 2-9 grains of water vapour per cubic foot of air, 
the spray chamber must be maintained at a temperature 
of 45° Fahr., corresponding to a dew point of 40° Fahr. 
Or conversely, if 2-9 grains represents 85 per cent., then 
3-4 grains represents 100 per cent., and the temperature 
must be such that, if working at 100 per cent, efficiency — 
viz., if the leaving' air was saturated — it would contain 
3-4 grains, yet at 85 per cent, efficiency it only contains 
2*9 grains per cubic foot. 

In order to obtain maximum values, assume the intake air 
to be at a temperature of 30° Fahr. and 70 per cent, relative 
humidity, corresponding to a moisture contents of approxi- 
mately 1-4 grains of water per cubic foot of air, so that the 
weight of water to be added is 2-9 grains (final) less 1-4 
grains (initial), viz., 1-5 grains of water per cubic foot of air 
treated. The figures are necessarily based on the afcsumption 
of existing washer efficiencies, but these may be improved 
as their use becomes more general. 

It can be shown experimentally that the temperature of 
the air will drop approximately 8J° Fahr. for each grain of 
moisture absorbed per cubic foot of air treated (this is 
slightly higher than the theoretical figure) ; hence the drop 
in temperature to be anticipated by the absorption of 1-6 
grains is approximately 13° Fahr. per cubic foot, and the 
tempering coils must he designed to raise the temperature of 
the intake air from 30° Fahr. to 45° Fahr. required for humidi- 
fication plus 13° for cooling effect, viz., 58° Fahr. — i.e., an 
increase of 58° less 30°, viz., 28° Fahr. In some cases, the 
heating surface required for humidification is placed in the 
settling tank of the air washer, thus controlling the spray 
temperature, but this course is not recommended. 

The re-heating coils will be smaller, as they are only 
required for the duty of raising the temperature of the air from 
that prevailing in the spray chamber to the final tempera- 
ture, viz., from 45° Fahr. to 65° Fahr. 9 or an increase of 
20° Fahr. 
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3. Heating Medium to be Employed. 

The usual methods of transferring the heat from the fuel 
vid the furnace to the air to be conditioned are by : — 

(a) Hot Water. 

(6) Steam. 

(c) Hot-Air Furnace. 

. Of these the two former are in general use, but the latter 
finds little favour in modern ventilating installations 
(although largely used for the purpose of tea and vegetable 
drying plants) owing to the difficulty of convenient applica- 
tion and the " burnt flavour " usually associated with air 
treated in this way. 

. Hot water, which must include for mechanical (accelerated 
or pumped) circulation of the water in order to keep the 
size of the heater and pipe connections within practical 
limits, has many advocates, the present writer having used 
it extensively, but low-pressure steam is almost equally 
popular for plenum battery work. 

Steam systems admit of simple, reliable, and rapid 
humidity control, and, in view of the fact that the plenum 
heater frequently forms nine-tenths of the total load on 
the heating boiler, it is obvious that any irregularity in 
its working due to the failure of a fan motor, etc., will 
result in violent fluctuations of temperature on the direct 
heating system. Hence it is a distinct advantage to keep 
the two systems entirely separate (especially when batteries 
of boilers are installed), in which case the large steam 
boiler need only be fired about an hour before the fan is 
required, whereas the hot- water boiler may be run within a 
reasonable margin of its full rating continuously for the 
direct heating surface radiators, depending on weather 
conditions, and in this way reduced fuel consumption will 
result. 

Low-pressure steam heating (5 to 10 lbs. gauge pressure) 
for plenum batteries is favoured on the grounds of — 

(a) Possibilities of rapid variations of temperature, 
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and hence humidity, due to the comparatively small 
heat capacity of the medium actually in the heater. 

(6) Practical impossibility of failure through freezing 
in severe weather, due to absence of liquid in well- 
drained systems. 




Fig. 17.— Weldless Steel Tube Heater for Steam. (By the 
courtesy of Messrs. Davidson & Co., Ltd.) 

(c) Reduction in heating surface as compared with 
hot-water heaters, due to higher temperature (180° 
Fahr. hot water, 227° Pahr. steam). 
It is obviously undesirable to generalise, for each installa- 
tion must be carefully considered in conjunction with the 
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local circumstances, but, whether steam or water is employed 
for the heating medium, the heater is usually constructed 
on the same general method, the only difference being in size 
and positions of connections, air cocks, and area of surface 




Fig. 18. — Gilled Cast-iron Pipe Heater. (By the courtesy of Messrs. 
Davidson & Co., Ltd.) 

4. Types of Heaters. 

The fundamental principles underlying the design of 
heaters are — 

(a) To pack the maximum amount of heating 
surface into the minimum space. 

(6) To set up minimum resistance to air flow. 

Two chief types of heaters are in general use, viz. : — 

(a) Pipe Heaters (steam only). 

(&) Cast-Iron Heaters (steam and hot water). 

The general construction of a pipe heater consists of a 
cast-iron box or header into which the two ends of the 
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wrought -iron pipes are secured. In some cases the 
header is divided internally into two compartments com- 




Fig. 19.— (a) " Excelsior" Cast-iron Sectional Heater, 
showing stack built up of six sections. (By the 
courtesy of the National Radiator Co., Ltd. ) 

municating directly with the inlet and drip (condense or 
exhaust) mains respectively. These are extensively used 
in the United States. 

Other types have straight instead of hairpin-shaped 
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Fig. 19. — (b) " Veuto " Cast-iron Sectional Heater, showing stack built up of 
ten sections. (By the courtesy of the National Kadiator Co., Ltd.) 

pipes, inlet headers of cast iron being provided at the upper 
and drip headers at the lower ends, into which the pipes 
are secured by expanding the ends or by means of lock 
nuts. 
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An improvement on this form is the cast-iron heater, 
constructed of stacks, built up of 4-inch cast-iron pipe 




Fig. 1 9.— (tf) Section of " Vento " Cast-iron Sectional Heater. (By the 
courtesy of the National Radiator Co., Ltd.) 
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Flo. 19. — (d) Battery built up of "Vento" Sections. (By the courtesy of 
the National Radiator Co., Ltd.) 

provided with radial gills or fins, which materially increase 
the effective area of the heating surface. 

All cast-iron heaters are well adapted for use in connection 
with plenum ventilation work in difficult positions. The 
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complete heater is built up of small cast-iron units termed 
sections, which are assembled by means of right and left 
handed screwed nipples into stacks, and these are in turn 
coupled to cast-iron tee pipes, termed headers. 

Table XXII. — Surface and Free Area of " Excelsior " 
Cast-Iron Heaters (National Radiator Co.). 



Type. 


Spacing of 
Centres 
(inches). 


Free Air Space 
in per Cent, 
of Gross Area 
occupied. 


Remarks. 


Narrow . 
Regular . 

Wide 


3| 
31 

41 


26 
34 
42 


Heating surface is 12 sq. 
feet section. Dimensions 
36f X 8 X 2£, inches. 
Tapped for lj-inch pipe. 
Weight is 50 lbs. 



Always use the " Regular " nipple whenever possible, in 
order to avoid delay in delivery. The maximum number of 
sections to be formed into one stack is limited by the quan- 
tity of heating medium (B.Th.U.) that can be efficiently 
passed through the 1 J-inch tapping. 

For hot water figured on 20° drop, B.Th.U. at a velocity 
of 3 feet per second equals 162,000 B.Th.U. 

For steam at 5 lbs. gauge at a velocity of 4,000 feet per 
second, B.Th.U. equals 139,000. 

Friction drop of heating medium in its passage through 
the heater must be independently figured in conjunction 
with the head available (lbs. pressure per square inch for 
steam and feet of water column for a forced hot-water 
system. 

A later and more efficient type is the " Vento " heater, 
also sold by the National Radiator Co., but chiefly used in 
America up to the present, of which the fullest possible per- 
formance information is published. This h a valuable feature 
when designing for closely priced and specified results), and 
a practice which is unfortunately uncommon v with English 
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contractors and manufacturers, many of whom still con- 
tinue to rate their apparatus in " length of 4-inch pipe," 
and then complain of foreign competition. 



Table XXIII. — Surface and Free Area of " Vento 
Iron Heaters (National Radiator Co., Ltd.). 



Cast- 



Height of 


Heating Surface 
per Section (sq. feet). 


Section 
(inches). 


Regular 

9 J inches 

wide. 


Narrow 

6| inches 

wide. 

7-50 
9-50 

11-00 


40 

50 

60 


10-75 
13-50 

16-00 





Free 


Spacing 


Area per 


of 


Cent, of 


Centres 


Gross 


(inches). 


Area 




Occupied. 


41 


37 


5 


44 


5| 


52 



Remarks. 



All tapped 2 J inches 
Left and Right 
Handed. Weight 
is 8-2 lbs. per sq. 
foot of surface. 



It will be seen that numerous combinations can be made 
between the different heights, widths (regular and narrow), 
and spacings, either or all of which are interchangeable. 

When steam and condense connections are on one side of 
the stack the number of sections per stack with a 2|-inch 
tapping should be limited to 18 ; with steam and condense 
at opposite ends this may be increased to 30. In other words, 
not more than about 400,000 B.Th.U. per hour at 5 lbs. 
gauge and a pipe velocity of 4,000 feet per second should be 
taken from one stack under these conditions. 

For hot water, as the sections are tapped 2\ inches, 
figuring on a 20° Fahr. drop at a water velocity of 3 feet 
per second, the maximum safe heat possible per stack is 
450,000 B.Th.U. 

These cast-iron heaters, which occupy 15 per cent, less 
than a pipe coil of similar area, are well adapted for use in 
connection with plenum ventilation work, being extremely 
convenient to handle, absolutely interchangeable, admitting 
of reconstruction or extension of the system, with minimum 
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scrapping of old parts, are free from rust troubles, and are 
easy to replace in the remote event of failure of a section. 

5. Velocity Through and Loss of Pressure in Heaters. 

Air in passing through heaters of any type sets up fric- 
tional resistance, the value depending on the velocity of the 
air, the depth of the heater in the direction of air flow, and the 
finish (smoothness or otherwise) of the surface. 

Table XXV.— Air Friction of Pipe Heaters (Inches W.G.). 

One-inch coils on 2|-inch Centres (Thompson). 



Air Velocity 

through Free 

Area (feet per 

minute). 


Number of Stacks deep in Direction of Air Flow. 


4 Bows. 


8 Rows. 


12 Rows. 


16 Rows. 


600 

800 

1,000 

1,200 

1,400 


0-04: 

0-06 
0-09 
0-12 
0-17 


0-06 
0-10 
0-15 
0-21 
0-30 


0-09 
0-15 
0-21 
0-31 
045 


0-15 
0-19 
0-30 
043 
0-60 



Table XXVI. — Suggested Air Velocity Values for Various 
Heaters (through Free Area of Heater : W. H. Carrier). 



No. of 


Total Fan Pressures (Inches of Water). 


Stacks 
deep in 
Direction 

of Air 


Public Buildings 
(Quiet running). 


Industrial Plant 

(probably more or less 

noisy). 


Flow. 


i 


1 


U 


H 


It 


2 


a* 


4 
5 
6 

7 
8 


990 
885 
810 
745 
700 


1,140 

1,020 

930 

860 

810 


1,280 

1,140 

1,040 

960 

910 


1,400 
1,250 
1,140 
1,055 
995 


1,510 
1,350 
1,230 
1,140 
1,070 


1,610 
1,440 
1,320 
1,220 
1,150 


1,800 
1,610 
1,470 
1,360 
1,280 
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The table is based on the assumption that the pressure 
loss through the heater shall not exceed 50 per cent, of total 
static pressure set up by fan. Variations above and below 
these values are of course common in every-day practice. 
In fact, the whole design is usually one of compromise 
between the model conditions desired by the engineer and 
impossible cubic space provided by the designer or owner of 
the building. 

6. By-Passes. 

In order to obtain rapid variations of temperature and 
materially to reduce the frictional losses caused by the heater, 
when it is not required to warm the air, dampers should be 
provided under both the tempering and re-heating coils, 
so that air can pass straight to the fan and on to the washer 
and ducts without passing through the larger part of the 
heater. 

Frequently the dampers are made equal in area to not 
less than 10 or more than 15 per cent, of the gross area of the 
heater. 

When dampers are larger than 20 inches by 36 inches 
they should be made of the louvred pattern to reduce 
the action of the air on them as much as posssible, and 
especially is this necessary if they are to be automatically 
controlled. 

7. Surface Efficiency of Heaters. 

The efficiency of any plenum heater depends on two 
factors — 

(a) The velocity of air through the heater. 
(6) The difference in temperature of the air and the 
heating surface (which in the case of steam heating 
depends to a small extent on the pressure). 
The velocity of air through a heater is limited by the 
head of air pressure (static head) available to compensate 
for the friction loss in this part of the air circuit, and in this 
connection it will be remembered that friction loss is pro- 
portioned to the square of (not directly as) the velocity. 
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Table XXVII.— Heating Surface Efficiency Curves. (By the 

courtesy of the National Radiator Co., Ltd.) 
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Usually in public building ventilation the velocity through 
the free areas of the heater (which with Regular " Excelsior " 
sections on 3 1 -inch centres is 34 per cent, of gross cross- 
sectional area, and with " Venfco " sections 50 inches high on 
5-inch centres is 44 per cent, ditto) is of the order of 1,200 
feet per minute ; but in certain cases the writer has been 
forced to work up to 1,600 feet per minute, with corre- 
spondingly high friction losses and running costs for electric 
current, when space has been extremely limited. 

The depth of the heater in the direction of air flow depends 
upon the total heating duty required. Obviously, after the 
air ha3 passed over the first few stacks it approaches more 
nearly the temperature of the heating surface ; hence the 
transmission is reduced and additional stacks have not a 
proportionate heating value, so that it is exceptional to 
design a battery of more than five or six cast-iron stacks 
deep in the direction of air flow. 

The efficiency curves clearly show — 

(a) The reduced efficiency of the heating surface 
of additional stacks. 

(6) Increased efficiency of heating surface at higher 

air velocities. • 

Under similar conditions, but with water at a mean 

temperature of 180° Fahr., the total of B.Th.U. transmitted 

per hour is about 75 per cent, of that with steam at 5 lbs. 

gauge (227° Fahr.). 

To obtain the same increase in temperature with incoming 
air at same temperature and other conditions equal, the 
velocity of air will have to be reduced to 40 per cent, of that 
figured for steam 5 lbs. gauge (227° Fahr.). 

8. Quantity of Heating Medium Required. 

The quantity of heating medium, either hot water or 
steam, required for conditioning the air can be rapidly 
obtained if heat values are all reduced to the B.Th.U. basis 
instead of utilising the hopelessly antiquated and misleading 
" square feet of radiating surface," or, worse still, the 
" equivalent length of 4-inch pipe " rating. 
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The British Thermal Unit is defined as " That quantity of 
heat which is required to raise one pound of water through 
one degree Fahrenheit " (strictly speaking, from 32° to 
33° Fahr.). It has been also shown (Chapter I., par. 8) 
that it will also raise 53 cubic feet of air through the same 
limits of temperature.* 

Considering a hot- water system, the maximum working 
temperature (to avoid joint trouble due to excessive heating 
or baking of the jointing compound and also generating steam 
in the boiler) is 190° Fahr., and in order to obtain reasonably 
consistent results from all radiators the velocity of flow of 
water, and hence pipe sizes, are first figured on a 20° drop 
or difference between flow and return, giving a mean tem- 
perature in the system of 180° Fahr. One gallon of water 
weighs (for practical purposes) 10 lbs., and therefore each 
gallon contains for heating purposes : — 

10 lbs. X 20° Fahr. = 200 B.Th.U. 

Example 15. — Therefore, if a heater be divided into ten 
stacks of two tiers, i.e., five stacks on the ground and five ditto 
immediately above, water required would be : — 

(a) For heater : — 

1,000,000 _ | 5,000 gallons, per hour, or 
200 ~\ 84 „ „ minute. 

(b) Per stack :— 

1,000,000 (500 gallons per hour, or 
10 x 200 1 84 „ „ minute. 

In figuring steam systems the heat utilised is that which 
was absorbed when the water was evaporated into steam, 
termed the " Latent Heat of Vaporisation (Steam)," or, 
briefly, " Latent Heat," and which is available when the 
steam is again condensed to water, the condense being 
returned to the boiler as hot as possible, to be again con- 
verted into steam. 

In low-pressure steam heating work the gauge pressure 
adopted is generally 5 lbs. per square inch, the latent heat 

* One boiler horse-power is equivalent to 30,000 B.Th.U. 
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in B.Th.U. per lb. of steam corresponding to this pressure 
being approximately 960, and the temperature of the steam 
228° Fahr. (For details of " Atmospheric/ ' " Vacuum " 
and other systems, further information on latent heat of 
steam, etc., the reader is referred to text-books dealing 
exclusively with the subject of heating). 

Therefore, considering the hot-water problem dealt with 
on page 89 — 

Example 16. — Steam required : — 

(a) For heater, 1,0 9^P 00 = 1,040 lbs. steam per hour. 

you 
(6) Per stack, -j, -i— = 104 „ „ „ „ 

9. Arrangement and Casing of Heaters. 

The control of the final temperature of the air and the 
regulation of the humidity on steam heaters is effected 
either by reducing or increasing the amoimt of heating 
surface in use or by mixing cold air with the heated air in 
varying proportions to obtain the desired results. In hot- 
water heaters there are the additional alternatives of varying 
the temperature or the quantity of water. 

Of these the variation of surface and the damper methods 
are most popular. The cast-iron heaters are made up of 
individual units called sections, assembled by means of 
right and left hand threaded nipples into larger units called 
stacks, and these are fed from a header or main pipe. 

In pipe heaters wrought-iron pipes are fixed into the 
cast-iron boxes called sub-headers forming stacks, and cast- 
iron heater sections are also formed in stacks, both of which 
in turn will be connected to the feed pipe, called the main 
header. Successive stacks should be staggered, i.e., the 
sections of one stack placed opposite the spaces of the other, 
so thatjthe air takes a zig-zag course through the heater 
and thus^ becomes thoroughly heated. 

Each of the stacks should be connected through separate 
valves, on both flow and return, on to the main flow and return 
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Fig. 20. — Plenum Battery for conditioning 2J million cubic feet of 
air per hour. (Constructed with "Excelsior "cast-iron sections 
of the National Radiator Co., Ltd.) 

headers, so that on mild days only one or two of them are 
used and on cold days all stacks are opened up. 

Heaters are usually enclosed in a sheet-iron case of 
20 B.W.G. up to xs-inch plate, stiffened by lj-inch angle 
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iron frame work. Frequently brick or concrete walls, floor, 
and ceiling form three sides of a heater, sheet iron which 
is easily removed for inspection or repairs -being added to 
enclose the fourth. 

Heaters are frequently supported either upon light T irons 
f-inch pipe, |-inch bar resting upon a brick foundation, or 
8-inoh channel iron, 4-inch by 3-inch R.S.J. , etc. 

Connections between the fan and heater casing should be 
carefully designed to avoid undue loss of air pressure in 
converting from static to velocity head. 

If the angle between the connection and the side of the 
fan is too acute, a considerable portion of the heater may be 
" dead." 

Table XXX. — Length of Heater Connections to Fan 

(Carrier). 



Capacity of Fan 
(Cubic Feet of Air per Minute). 


Minimum Distance from Fan 
to Heater.* 


6,000 

8,000—16,000 
16,000—27,000 
27,000—47,000 
47,000—65,000 


1 ft. 6 in. to 2 ft. 

2 ft. to 2 ft. 6 in. 

3 ft. 

3 ft. 6 in. 

4 ft. to 4 ft. 6 in. 



* Desirable to adhere to 12° to 30° rule. 

10. Automatic Control. 

It is useless sinking considerable sums of money in 
equipping a building with a first-class ventilating plant, 
capable of maintaining ideal atmospheric conditions and 
yet failing to provide for the efficient operation of it, a 
practice unfortunately all too common in this country, 
and one which has been largely to blame for the many 
" failures " recorded. 

Attendants with brains are difficult to find, cost money, 
and even then constant attention is necessary to forecast, to 
follow and allow for all the vagaries of our climate. This 
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being so, automatic regulation should be adopted wherever 
funds allow, and the brawn (not brain) work of firing the 
boilers and cleaning of plant only, left to the attendant. 

Automatic control apparatus is divided into two 
parts, i.e. — 

(a) The instruments which sample the conditioned 
air. 

(&) The valves which control the supply of heating 
medium to the various parts of the apparatus, or the 
position of dampers, and are in themselves actuated 
either directly or indirectly by the sampling instruments 
as required. 

Sampling instruments are termed " thermostats " when 
affected by the temperature of the dry bulb, and " humido- 
stats " when effected by the temperature of the wet bulb or 
by the relative humidity of the air. 

The tendency now is to combine temperature and humidity 
control, and various types of apparatus, some more or less 
of an experimental nature, are offered by several makers. 

There are three variables in connection with automatic 
temperature and humidity control, i.e. — 

(1) Temperature of air leaving ~) affecting weight 
tempering coil I of moisture 

(2) Temperature of spray water J absorbed. 

(3) Temperature of air leaving reheating coil 

Generally speaking it is the latter which affects the 
comfort of the apartment most directly, and is therefore 
looked upon as the basis of operations. A dry bulb thermo- 
stat is therefore installed somewhere in the ducts where a 
fair average sample of the air leaving the conditioning 
apparatus can be obtained, which controls the heating 
medium supplied to the re-heating coils, maintaining the 
dry bulb temperature at 65° Fahr. 

In par. 2 of this chapter it was stated that the conditioned 
air should be at 65° Fahr. dry bulb temperature and 43 per 
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cent, relative humidity, which corresponds to a wet bulb 
depression of 12° Fahr. It will thus be obvious that if 
some form of humidostat or wet bulb thermometer is also 
placed in the conditioned air duct and connected to a supply 
of heating medium which will directly affect the temperature 
of the spray water, i.e., the tempering coils or heating 
surface placed directly in the settling tank of the air washer, 
the humidity will be automatically controlled, for any 
increase or decrease in the ducts will result in more or less 
heat being supplied to the spray water, either directly or 
indirectly, and hence to a correction of the humidity. When 
heating coils are placed in the settling tank a further thermo- 
stat should be fixed to take the temperature of the external 
air and admit heating medium to the tempering coils in 
hard weather. 

Control apparatus may be classified into two types, 
viz. — 

(a) Sampling instruments which supply the energy 
from within themselves to operate the valves on the 
heat supply or the by-pass damper. 

(b) Sampling instruments which merely control the 
motive power operating the valves on the heat supply 
or by-pass dampers. 

The present writer prefers to control the supply of the 
heating medium rather than to alter the positions of dampers, 
as the latter are generally badly placed as regards air flow, 
causing whirls, eddies, and other losses, and are expensive 
to design for accurate balance, which is essential if they are 
to be operated by lower power. 

Thermostats and humidostats are dealt with more fully 
in Chapter IX. 

Unfortunately the whole subject, as is the case with the 
majority of details connected with ventilating plant, has been 
sadly neglected by English engineers, and we are therefore, 
with one or two exceptions, dependent on the United 
States imported apparatus for carrying out this important 
work. 
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11. Pipe Friction and Fittings, Boilers, and Flues. 

In order to keep the size of the present volume within 
practical limits it is considered undesirable to discuss here 
in detail accurate pipe sizes, heat losses from lagged and 
unlagged pipes, pipe fittings and design of pipe-work 
methods of accelerating flow in hot-water systems and 




FIG. 21. — Battery of Cast-iron Sectional Low Pressure Hot Water Boilers, 
for a duty of 2,000,000 B.Th.U. per hour on the five-hour stoking rating 
(National Radiator Co.). 

returning condense to boilers in steam systems, steam traps, 
feed tanks and pumps, air valves, boilers, automatic regu- 
lators, safety valves, thermometer, steam, and altitude 
gauges, etc., etc. Readers desiring further information on 
these points, which are of course closely connected with 
ventilating plant, are therefore courteo sly referred to books 
dealing exclusively with the subject. 

The efficiency of any air conditioning installation depends 
directly upon the efficiency of the heater, and this in turn 
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on the boiler and on the boiler flue, all of which must be of 
ample capacity. 

Of the total heat available in coke or anthracite approxi- 
mately 8,000 B.Th.U. per lb. weight consumed in the boiler 
is available in the heating medium. 

Air supply is required for complete combustion at the 
rate of 20 to 25 lbs. per lb. of fuel burned, say, 270 cubic feet 
measured at 70° Fahr. 

Hence the total quantity of air required is : — 

Total boiler-power per hour in B.Th.U. X 270 . . _ J 

-— - — = cubic feet 

8,000 X 60 

of air per minute. 

As regards the gases to flue, these will be at a much 
higher temperature, probably 450° Fahr., and hence volume 
will be 1-7 as great, viz., 460 cubic feet per lb. weight of fuel 
burned. 

Therefore volume of flue gases measured at 450 (omitting 
weight of fuel, which is only about 4 per cent, of total) is : — 

Total boiler-power per hour in B.Th.U. X 460 - . p A 

±- £ = cubic feet 

8,000 x 60 

of gases to flue per minute. 

Draught intensity of a chimney is proportiona to its height. 
On the other hand, draught losses vary as the square of the 
velocity ; hence the necessity of figuring on low speeds, 
both for the air supply ducts to boiler-house and for the flue 
gases, if natural draught is adopted. To avoid extended 
calculation for the latter, Table XXXI. is appended. 
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CHAPTER VIII 

OZONE 

1. Properties. 

Many experiments have been made and much thought 
devoted to the problem of ascertaining wherein lies thfe 
fundamental difference between the atmosphere of a bracing 
and invigorating seaside town and a so-called relaxing and 
depressing inland town under similar conditions of barometer, 
thermometer, and hygrometer. 

Oxygen, of course, has a stimulating effect on the nervous 
system, being frequently used by medical men in cases of 
severe prostration, but this gas is usually found in almost 
equal proportions in all localities. 

About 1785 chemists observed that there were two forms 
of oxygen, one of which had slightly higher oxidising 
properties than the other, and to this latter, which is a 
peculiarly strong-smelling substance, was given the name of 
Ozone. 

The conversion of oxygen into ozone is expressed chemi- 
cally by the equation 

2 + O = 3 , 
or Molecular Oxygen + Nascent Oxygen = Ozone. 

This is an unstable compound, the third atom readily 
combining with other bodies to form oxides, thus rendering 
it a powerful sterilising agent. 

Analysis has shown repeatedly that ozone, which is 
probably formed in nature by the action of electric dis- 
charges during thunderstorms, the silent discharges from 
clouds, the evaporation of saline water, as in sea foam, or 
the action of sunlight on clouds, is found in greater quan- 
tities in the open country and at the seaside than in manu- 
facturing towns, where it is either absent or only exists in 
minute and practically untraceable quantities. 
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This phenomenon is of course to be anticipated in view of 
the comparatively large quantities of carbon, sulphur, 
phosphorus, and other undesirable compounds liberated 
from factory chimneys. 

When ozone is manufactured artificially in a pure state 
and introduced into the fresh air ducts in the proportion of 
0*2 to 1*0 parts in one million parts of the entering air 
(London tube railways 0*3 to 0*4 part) it imparts an agreeable 
and refreshing odour, and is said to produce an invigorating 
effect similar to that experienced during a visit to a bracing 
resort, although the benefits or otherwise to be derived from 
the use of ozone, necessarily in such minute quantities, are 
still a matter of discussion. Ozone has also proved of value in 
assisting to neutralise smells in kitchens, urinals, under- 
ground cafes, smoking rooms, and manufacturing processes, 
but in the latter case the concentration is considerably 
stronger. It is generally held that ozone should prove of 
considerable value in ventilating systems designed to re-use 
re-circulated air, but in this, as in the question of the 
essentials of ventilation, engineers are still awaiting a 
definite lead from the chemists and physicists. 

2. Methods of Production. 

Whilst there are several chemical methods of producing 
ozone, they are quite unsuitable as at present developed for 
its manufacture on a commercial scale, and, since high 
tension electrical discharges are always accompanied by 
the production of ozone, it is this method which has been 
recently developed. 

Great care has to be exercised in the design of suitable 
apparatus to avoid the production of oxides of nitrogen, 
which irritate the membrane of the throat, and also to 
avoid high temperatures in the apparatus, for the compound 
disintegrates at a temperature of 100° Centigrade into 
oxygen again. 

These differences are overcome by utilising the principle 
of a silent alternating current electrical discharge across a 
dielectric which fixes the width of the gap. The efficiency 
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is also reasonably high, being of the order of 500 grammes 
per kilowatt hour ; hence the cost of operation for ordinary 
use is negligible. 

3. Apparatus Employed. 

The ozoniser as employed by Ozonair,. Ltd., consists 
essentially of two metal gauze electrodes or conductors, 




Fig. 22. — Ozone Apparatus. (By the courtesy of 
Messrs. Ozonair, Ltd.) 

separated by a non-conductor or dielectric. The two 
electrodes, acting either as a complete unit or built up with 
others to form larger units for greater output, are held in 
position by clamps of non-conducting material, protected by 
strongly meshed wire, and enclosed in a galvanised iron 
case. 

At the bottom of the case is a removable frame which 
contains a layer of absorbent wool used to filter the air 
passing through the ozoniser. The suction pipe frequently 
communicates with the fresh air and the delivery pipe to the 
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intake to the fan, thus utilising the suction pressure of the 
fan to draw the required amount of air through the appa- 
ratus. 

Electricity on the alternating current single-phase system 
at a pressure of 6,000 to 9,000 volts, is supplied from the 
small static transformer fixed at the side of the case to the 
electrodes, causing the silent discharge and the production of 
ozone. 

The static transformer can be wound for any alternating 
current supply voltage and periodicity. When a con- 
tinuous current only is available a small rotary converter 
for producing alternating current has to be added, but 
this is not a serious affair, as the size is only about 2 feet by 
2 feet by 2 feet. 

Regulation of the intensity of ozone is obtained in five 
steps by a small switch connected to the low-pressure 
winding of the transformer or in the direct-current side of 
the converter. 

4. Bibliography. 

Interesting contributions on the subject are : " Air 
Ozonisation " (Franklin), " Odors and their Composition " 
(Alien), " A Reply to Recent Comments on Air Ozonisation " 
(Franklin), " An Experiment with Ozone as an Adjunct to 
Artificial Ventilation " (Heating and Ventilating Magazine, 
October, 1914, and March, 1915). 
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CHAPTER IX 



INSTRUMENTS 



1. Short Range Thermometers. 

The limits of temperature of any indoor apartment used for 
living purposes in this country will seldom exceed a minimum 
of 40° Fahr. or a maximum of 90° 
Fahr., and it is therefore unnecessary 
and inconvenient to use ther- 
mometers having scales graduated 
from — 30° through zero up to 250° 
Fahr., which, strange to say, are 
quite common. Further, thermo- 
meters which are frequently con- 
sulted should be easily read and 
reasonably accurate. Brass scales 
tarnish and rapidly become useless. 
The present writer therefore speci- 
fies a black spirit thermometer, 
having white celluloid scale, engraved 
with black figures, the limits being 
40° Fahr. to 90° Fahr., giving an 
excellent open scale. 

While not quite so' accurate as 
the mercurial type, the advantages 
more than balance any very slight 
error in this respect. 

In very large ventilating installa- 
tions, in which it would require 
almost the whole time of one man 
to inspect the thermometers fixed in 
the various apartments, an extremely useful instrument 
s the Distance Thermometer, whereby the temperature of 
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Fig. 23. — Short Scale 
Spirit Thermometer. 
(By the courtesy of 
Messrs. Negretti and 
Zambra.) 
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(a) Instrument and Plugboard for connecting to 
different circuits. 




(b) Thermometer Bulb containing 
platinum wire resistance. 

Fig. 24.— Distance Thermometer and Switchboard. (By the 
courtesy of the Cambridge Scientific Instrument Co., Ltd.) 

any apartment, regardless of distance, can be read on a 
single instrument placed at a convenient point, such as the 
resident engineer's office, the boiler-room, etc. 
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The principle upon which these instruments are based 
is very simple, and depends upon the fact that the electrical 




Fio. 25. — (a) Regitherm complete. (By the courtesy of the National 
Radiator Co., Ltd.) 




Fig. 25.— (J) Regitherm. Details of Metal Bellows. (By the courtesy 
of the National Radiator Co., Ltd.) 

resistance of a platinum wire varies with its temperature 
in accordance with a well-known law. 

By means of the " Wheatstone Bridge " principle of 
balancing electrical resistances the resistance of the platinum 
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wire is measured merely by inserting a plug in a hole on the 
switchboard, corresponding to the apartment the tempera- 
ture of which it is required to ascertain, and reading the 
equivalent of the resistance from the instrument directly 

in degrees Fahr. Con- 
necting wires consist of 
ordinary good quality 
A or A electric bell or 
telephone wire, the cur- 
rent required being 
supplied from a small 
two- volt accumulator, an 
adjusting screw on the 
instrument being pro- 
vided to compensate for 
variations in voltage of 
the accumulator. 

2. Thermostats. 

There are various 
mechanical forms of 
thermometer on the 
market which depend 
for their action upon 
the well-known fact that 
many metals and liquids 
expand with increase of 
temperature. 

This principle is 
utilised in the various 
forms of automatic tem- 




Fig. 25. — O) Regitherm connected up to 
balanced valve. (By the courtesy of 
the National Radiator Co., Ltd.) 



perature control apparatus now available, in which the 
expansion of a metal is utilised either to close or open 
a valve, governing the flow of compressed air or water, 
or to close an electric circuit, or to operate a series of levers 
connected to dampers, etc. 

Provision is usually made for controlling the amount of 
movement, frequently by an adjustable spring, so that the 
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instrument can be set to operate at any temperature desired 
within its range. 

The Regitherm is one of the direct operating type, the 
operating mechanism of which contains a very volatile 
fluid, which under the action of heat vaporises and exerts 
considerable pressure on a diaphragm, which is free to rise 
and hence operate levers or wires connected 
to dampers, valves, etc. 

The " Johnson " thermostat is one of the 
type using compressed air, which operates 
valves, dampers, etc., by controlling the 
flow of air at a pressure of 15 lbs. per sq. 
inch. By the action of heat on the com- 
pound metal strip fixed at the bottom of the 
instrument the orifice is opened or closed, 
the flow of air to the diaphragm- operated 
apparatus being affected accordingly. 

The Steam Fittings Co.'s (English) con- 
sists of a contact thermometer and electro- 
magnetically (solenoid) controlled valve. 
Whenever the temperature is reached for 
which the contact thermometer is set a 
current flows (from a two-volt accumulator, 
or the supply main) through an electro- 
magnet and closes the heat control valve. 
Immediately the temperature drops 1° to 2° 
the contact on the thermometer is broken, 
the electromagnet loses its energy, and the 
valve reopens. The consumption of the electromagnet 
when in circuit is equivalent to 200 hours' continuous use 
for one Board of Trade unit, or probably 500 or 600 
working hours. 

3. Wet and Dry Bulb Thermometers (Hygrometers). 

In order to ascertain the relative humidity of the air, 
two of the thermometer tubes referred to in par. 1 are 
mounted together upon the same backing, but separated so 
that one cannot influence the other. The bulb of one of these 
thermometers is covered with a muslin cloth, which is kept 



Fig. 26.— (a) Com- 
pressed Air 
Thermostat. 
Thermometer 
Bulb containing 
compressed air 
controlling me- 
chanism. (By the 
courtesy of the 
Johnson Service 
Co., Ltd., Mil- 
waukee, Wis.) 
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T = Compound Metal Strip. 

C = Orifice. 

V= Valves connected to 

diaphragm - operated 

valve. 



Fig.26.— (ft) Compressed Air Thermostat. Details of Air Controlling Mechanism. 
(By the courtesy of the Johnson Service Co., Ltd., Milwaukee, Wis.) 

moist by immersion in a small flask of 
water. The evaporation of moisture 
from this muslin cools the thermo- 
meter bulb so that the temperature 
registered by this thermometer is 
lower than that registered by the 
dry bulb thermometer. As the rate 
of evaporation from the wet bulb 
is dependent upon the relative 
humidity of the surrounding atmo- 
sphere, the degree of cooling, or the 
difference in the readings of the 
two thermometers, bears a definite 
relation ta the relative humidity. 

As we have standardised the room 
temperature as registered by the dry 
bulb at 60° Fahr., the calculation of 
the relative humidity from the wet bulb depression can be 
easily obtained from the Psychrometric Chart. 




Fig. 26. — (c) Compressed 
Air Thermostat. Dia- 
phragm-operated Control 
Valve. (By the courtesy 
of the Johnson Service Co., 
Ltd., Milwaukee, Wis.) 
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4. The " Kata " Thermometer. 

An interesting development of the wet and dry bulb 
instrument, termed the " Kata " Thermometer or " Comfort 
Meter," is due to 
Dr. Leonard Hill, 
who, as previously 
stated, is of the 
opinion that the 
fundamental principle 
of ventilation . is not 
one of chemical purity 
of the air supply but 
of its physical effect 
on the skin. 

This instrument, 
which consists of two 
large - bulbed spirit 
thermometers, one 
having the bulb fitted 
with a cotton finger- 
stall, is designed to 
measure the rate of 
cooling of the wet and 
dry bulbs at or about 
body temperature. The 
method of using is to 
fix the two bulbs into a clip and plunge them in water 
until a temperature well in excess of 110° Fahr. is 
registered. The instrument is then removed, suspended in 
the air, the dry bulb dried, the excess moisture jerked off 
the other bulb, and rate of cooling from 110° to 100° and 
thence to 90° Fahr. of each bulb registered by stop-watch.* 
The dry bulb loses heat by convection and by radiation ; 
the wet bulb also loses heat by evaporation (sweating) of the 
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Fig. 27. — Electromagnetic Thermostat. 
(By the courtesy of the Steam Fittings 
Co., Ltd., West Drayton.) 



* The same bulb may be used for both readings, the cotton finger stall 
being put on for the wet reading. Each "Kata" has its factor determined 
by which the readings are converted into micro- calories per square cm. of 
surface per second. 
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skin, so that if the instrument is 
calibrated under ideal atmospheric 
conditions there appears to be no 
real difficulty in reproducing these 
conditions artificially in a venti- 
lated apartment.* 

5. Humidostats. 

Humidostats are merely wet 
bulb thermostats which are in- 
stalled to control automatically 
the wet bulb temperatures in 
exactly the same ' manner as the 
thermostat controls the dry bulb 
temperature, the difference in 
degrees Fahr. for which the two 
are set governing the relative 
humidity of the conditioned air. 

6. Polymeters. 

The Polymeter, as designed by 




Fig. 28.— Wet and Dry Bulb 
Thermometer (Hygrometer). 
(By the courtesy of Messrs. 
Negretti and Zambra.) 



* The readings from the dry bulb of the *• Kata " give the rate of heat loss 
by radiation and convection ; that from the wet bulb by radiation, convection 
and evaporation, and the difference in the two readings is obviously the rate of 
heat loss by evaporation alone. Dr. Hill has kindly supplied the author with 
the following results. 





Heat Loss in Micro-Calories per Square 

cm. of Surface Area per Second at 

temperature of body. 


Type of Atmosphere. 


Radiation, 
Evaporation 

and 
Convection. 


Radiation 

and 

Convection. 


Evapora- 
tion. 


Stagnant air ..... 
Bright, pleasant May day out of doors 
Fine, bracing spring day 
A sunny, warm day in May . 
Indoor conditions to be produced by 
ventilation ..... 


150 
27-2 
34-7 
19-6 

18-20 


4-5 

7-5 

11-8 

6 3 

7-10 


105 
19-7 
22-9 
13-3 

10 



For further details of this interesting subject, see Reports to the L.G.B. 
on Public Health and Medical Subjects, Series ** Report on Ventilation and 
the Effect of Open Air and Wind on the Respiratory Metabolism, 1914," by 
Professor Leonard Hill, F.R.S. ; for theory and use of "Kata" thermometer, 
see the Transactions of the Royal Society, Vol. B, 1915. 



Digitized by 



Google 



INSTRUMENTS 



111 



-U 




Wet Bulb, 



Dry Bulb. 



Fia. 29.— The "Kata" Ther- 
mometer. (By the courtesy 
of Dr. Leonard Hill, F.R.S.) 




Fig. 30.— Lambrecht's Poly- 
meter. (By the courtesy 
of Messrs. Negretti and 
Zambra.) 
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Lambrecht, for reading the relative humidity direct depends 
upon the fact that the length of a prepared human hair 
is affected by the hygrometric condition of the atmosphere. 
Obviously, therefore, it is a simple matter to suspend a 
small bunch of hairs from a fixed point and to measure the 






on cfoirf; 




Fig. 3 1.— Eight- Day Thermograph. 

extension or contraction in length, directly on a semi- 
circular scale, by means of a pivoted lever and pointer. 

7. Recording Instruments. 

In large ventilating installations it is convenient for the 
engineer to have daily or weekly records of the dry bulb 
temperature and relative humidity both of the conditioned 
and the intake air. This practice also avoids complaints 
by keeping the attendant up to his work, for a tell-tale 
mark which will lead to questions later is the inevitable 
result of neglect. Recording thermometers, or thermo- 
graphs as they are called, are operated by the variation 
in length of a metal strip due to change in temperature, 
or vaporisation of a liquid with alteration of dry bulb 
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temperature, and self-registering hygrometers depend upon 
the hair principle, as in the indicating polymeter. 

8. Anemometers. 

The anemometer, used for measuring the velocity of air 
flow, consists of a light, well-balanced, and delicately con- 




Fio. 33. — Anemometer. (By the courtesy of Messrs. Negretti 
and Zambra.) 

structed fan wheel, whose motion is transmitted to a system 
of practically frictionless gearing within an attached case. 
Upon a dial the movement of the fan wheel is registered by 
hands revolving over graduated circles, and the velocity of 
the air in feet per minute is thus recorded. 
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By moving an anemometer directly over a register or 
across a duct through which air is discharged, the fan wheel, 
being held perpendicularly to the flow of air, is revolved by 
the action of the moving air against its blades. The time is 
noted, the dial read, and the velocity of the air ascertained. 
Evidently the velocity thus obtained, corrected for any 
known error of the instrument and multiplied by the area 
of the passage, must give the volume. Anemometers should 
frequently be calibrated by the makers. 



9. Pitot Tubes. 

For accurate velocity readings at 
air velocities in excess of 1,000 feet 
per minute the Pitot tube gives very 
reliable results. It consists essentially 
of two parts, one of which (the inner 
tube) is termed the "impact nozzle," 
for determining the total pressure, 
and the other, the outer tube (pierced 
with small holes) for determining the 
static pressure. 

These two tubes are connected up 
to the inclined draught gauge by 
means of small-bore rubber tube, 
special care being taken to have all 
connections tight. As shown in 
Chapter III., the basis for calculating 
velocity of air flow is similar to the 
formula for the velocity of bodies 
falling freely in space, i.e., 




Fig. 35.— Differential 
Draught Gauge. (By the 
courtesy of Messrs. 
Negretti and Zambra.) 



V 2 = 2gh or V = V2gh, 

from which at 60° Fahr. and 29*9 inch barometer, 

V = 3950 VX 

The velocity of air through any regular duct is greater 
at the centre than at the sides, due to the retarding or 
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frictional effect of the walls. It is therefore necessary to 
obtain readings of velocity at five or more points, preferably 
ten, spaced equidistant across the diameter. Needless to 
say, the Pitot tube nozzle should be placed with the point 
facing the air current and readings taken at a place where 
the flow of air is as nearly uniform as possible. 

10. Draught Gauges. 

The pressure exerted by moving air in a duct is usually 
measured by the difference in level of a liquid in the arms 




Fig. 36. — Inclined Draught Gauge and Pitot Tube. (By the courtesy of the 
Blackman Export Co., Ltd.) 

of a U-shaped tube, having one end open to atmosphere 
and the other end connected to the duct or pipe in which 
the pressure exists. 

The difference in level represents the height of a column 
of the liquid which will be sustained by the excess of pres- 
sure. Water is used in these gauges when employed in 
ventilating work. 

A more accurate form is the inclined gauge used for 
measuring the small differences in pressure obtained in 
tests dealt with in par. 9. Frequently it consists of a glass 
tube of small bore communicating with a comparatively 
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large chamber forming a reservoir for the liquid and inclined 
at a slight angle, which in some types is adjustable. If the 
inclination of the tube is 1 in 10, then the pressure corre- 
sponding to tk inch is registered on a scale under the inclined 
tube by a displacement of 1 inch along the tube. Alcohol 
(petrol or paraffin) is used almost exclusively with this 
gauge for the measurement of low pressures, as it auto- 
matically keeps the bore or the tube clean, has a definite 
meniscus or surface, and a practically negligible capillary 
attraction for the glass. 

11. Ammeters* 

When using electric drive the ammeter connected in the 
motor main circuit forms a convenient method of reading 
directly the load on the fan. It can, if desired, be fitted 
with a second scale calibrated in cubic feet of air output, 
or for air changes for any particular installation as the result 
of tests. 

The full-load point should be at about 50 to 60 per cent, 
of the scale reading in order to avoid damage to the instru- 
ment in the event of accidental overload on the motor. 
The moving coil type of instrument on direct current circuits 
has an even scale over the whole range. 
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CHAPTER X 

GUARANTEES FOR COMPLETE INSTALLATIONS 

1. Apparatus Installed. 

The complete installation to be of sound material design 
and workmanship and to operate quietly at all duties up to 
specified maximum output. All parts proving defective 
within one year of complete delivery in working order to be 
replaced free of cost. 

2. Fans. 

The plenum and extraction fans to be capable of handling 

cubic feet of air per minute measured at 60° Fahr. 

and 29*92 inches barometer when all ducts, washers, heaters, 
registers, protective grids, and other fitments likely to cause 
resistance to air flow are in place. 

3. Heaters. 

The heater shall be of ample capacity to heat and control 
the humidity of the specified quantity of air from an initial 
condition of 30° Fahr. and 70° relative humidity to 60° Fahr. 
and 50° relative humidity at the plenum registers fixed in 
the main apartments. 

4. Boilers. 

The boiler to be of ample capacity to maintain continuously 
the specified gauge pressure (for steam) or boiler flow and 
return temperatures (for hot water) on the six hours' stoking 
basis under the specified full-load conditions, the fuel con- 
sumption not exceeding 7 lbs. for each 60,000 cubic feet of 
air conditioned and delivered per hour. (Fuel figured at 
12,500 B.Th.U. per lb., and boiler efficiency at 64 per cent., 
i.e., 8,000 B.Th.U. per lb. of fuel to be available in heating 
circuit.) 
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5» Motor Consumption. 

The motors continuously to operate the fans and cir- 
culating pumps for six hours at the specified output, on 
the under-mentioned consumptions, in Board of Trade units 
per hour : — 



Motor. 



Plenum fan 
Washer circulating 

pump 

Exhaust fan 



Consumption for Run. 



Consumption per Hour. 



6. Ducts and Outlets. 

All ducts to be thoroughly air-tight, discharging air only 
where specified. 

Velocities in mains, risers, and through registers not to 
exceed the limits shown on drawings. 

7. Air Washer. 

To remove 98 per cent, of the solid material carried by the 
entering air. 

To remove all trace of free moisture and fog. 

8. Humidity and Temperature Control. 

The apparatus automatically to control the relative 
humidity of the conditioned air to within 1° of 60° Fahr. 
dry and 53° Fahr. wet bulb, provided always that the 
outside dry and wet bulb temperatures are less than these. 

9. Cooling. 

In summer when operating with re-circulated water at 
maximum specified duty the temperature of the conditioned 
air to be reduced 70 per cent, of the entering wet bulb 
depression. 

Example 17.— If dry bulb is 82° Fahr. and wet bulb 67°Fahr., 
then the depression is 15°, and 70 per cent, would be 10-5 ; 
hence dry bulb would read 71-5° Fahr. 
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When handling cold water in summer the reduction of the 
outgoing difference in air and water temperatures to less 
than 25 per cent, of the difference in the incoming 
temperatures. 

Example 18.— Inlet air 82° Fahr. and water 54° Fahr. 
Difference — 28° Fahr. and 25 per cent, of this is 7° Fahr. 
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CHAPTER XI 

TESTS 

1. Scope, 

The tests suggested in this chapter are only those required 
to prove for all practical purposes that the complete instal- 
lation meets the specified conditions and guarantees, so 
that delivery can be accepted by the purchaser from the 
contractor after it has been proved beyond all question of 
doubt that the contractor has successfully selected and 
installed apparatus which will produce the results the 
purchaser desires. 

2. General Inspection. 

A careful and detailed inspection will be made of all 
registers, ducts, heaters, washers, motors, pumps, and other 
work carried out under the contract, to see that it has been 
constructed and completed in a workmanlike manner and 
that all debris, tools, surplus gear, etc., has been cleared, 
the installation being then in a thoroughly sound and 
usable condition. 

3. Quantity of Air. 

The correct measurement of the quantity of air handled 
is a difficult matter, and a definite understanding should fee 
arrived at at an early date between purchaser and contractor 
as to the position and method of measurement. 

The author is inclined to favour the Pitot tube for the 
main duct and anemometers for ascertaining register 
velocity, the total quantity being taken at a point in the 
duct where the air flow is free from eddies and whirls. Many 
readings should be taken and the average obtained. 

In taking the velocity pressure by means of a Pitot tube, 
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the connection between the two legs of the tube and the 
two sides of the gauge should be the same, whether the 




i Discharge 




Static. 



/\ V 
| I Static. 

Velocity Static. 
A^fVe/ocity^ ^-v-^ 

i ft — hV YTotal Inlet. I 

\\V ^Static. J Total Discharge. 



Key to Tube Connections from Gauge. 



Total Pressure Set up by Fan, 



{ \J { 



Total Pressure on Discharge. 



\J 



Total Pressure at Inlet. 



y 



Velocity Pressure at Outlet. 



:yo 



Total Static Pressure (l+2)~3) 



D D I B fl i-U I 1 

1. 2. 3* 



Fig. 37. — Fan Pressure Tests. (Connect leg of Draught Gauge to branch of 
Pitot Tube marked with corresponding letter.) 

readings are taken in a duct either on the inlet or on the 
outlet side of the fan. 
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The total pressure set up by a centrifugal fan equals the 
sum of — 

(a) The static pressure at the fan outlet. 
(6) The velocity pressure at fan outlet. 

(c) The static vacuum (draft or suction) or negative 
static pressure at the fan inlet. 

(d) Less the velocity pressure at the fan inlet (i.e., air 
is at rest and has to be set in motion ; hence total 
velocity pressure is the difference of pressure at the 
discharge and the suction). 

Since the static pressure produced by a fan equals the 
total pressure minus the velocity pressure at the fan outlet, 
it follows that 

(The static pressure at fan outlet plus the 
static vacuum at fan inlet (or negative 
static pressure), less the velocity pressure 
at fan inlet. 

N.B. — The static vacuum at the fan inlet minus the velocity" 
pressure at the fan inlet is the total pressure at that point. 

The proper arrangements of the gauges and the points at 
which the readings should be carefully considered. 

Summarising : — 

(a) The velocity pressure is the pressure corresponding 
to the average velocity over the area of either the inlet 
or outlet of the fan. 

(6) The total static pressure produced by the fan is 
the sum of the static readings on the two sides of the 
fan minus the velocity pressure at the fan inlet. 

(c) The total pressure is the sum of the velocity and 
static pressures. 

(d) Quantity of air in cubic feet per minute is the 
product of the lineal velocity in feet per minute and 
the net or free area of the duct in square feet. 

(e) In the event of electrical drive the total power 
input is : 

(1) On continuous current circuits the product of the 
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volts times the amperes as shown by the meter 
connected at the motor. 

(2) On alternating current circuits it is the product 
of the phase volts times the phase amperes, 
times the power factor of the circuit, times the 
number of phases connected. 

(/) The motor losses at full load are most con- 
veniently obtained from the makers' test sheets. 

(g) Belt and bearing loss may be obtained by remov- 
ing the runner from the shaft and taking power readings, 
or, if this is impossible, the loss may be assumed at 
from 3 to 8 per cent, of the full load of motor, depending 
on the tightness of the belt and whether the fan is 
direct-coupled or belt driven. 

(h) The actual power consumed by the fan will then 
be the total watts input less the no load watts. 

(i) The brake horse-power of the fan will be item (c) 
divided by 746. 

(j) The total air horse-power will then be cubic 
feet of air per minute X 0-000157 x total pressure 
(inch W.G.). 

(k) The static air horse-power will be cubic feet of 
air per minute X 0*000157 x static pressure (inch 
W.G.). 

(I) The respective efficiencies are obtained by 
dividing items (j) or (k) as required by the brake horse- 
power input (item (i) ). 

4. Heater. 

Two twenty-four hour recording dry bulb thermometers and 
two recording hygrometers well screened from direct draft 
should be placed, one in the duct leading from the fan and 
another in the intake duct, where it will not be affected by 
the radiant heat of the tempering coils, the sun, or the boiler 
flue. 

5. Boiler. 

Probably it is desirable to arrange for a twelve-hour run 
of the boiler, giving three hours overlap before the start 
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and three hours after the completion of the test. In this 
event the boiler is taken over at the start of the run, charged 
with fuel for an unattended six hours run, and the weight 
of fuel added at the end of the run to make up for that 
consumed, carefully weighed. 

Any dispute as to the calorific value of the fuel can be 
referred to the city analyst, who for a fee of one guinea 
would report as to whether it could be considered an average 
sample or as containing an excessive amount of moisture, 
ash, etc. Needless to say, fuel should be reasonably dry 
before use to get even 8,000 B.Th.U. per lb. weight consumed 
out of it. 

6. Motors. 

Kilowatt-hour (Board of Trade unit) meters can nearly 
always be borrowed temporarily from the supply authority, 
and if any dispute as to accuracy arises a certificate can be 
obtained for half a guinea. 

7. Air Washer. 

Samples of air can be taken in a large bottle and analysed 
by the city analyst if considered desirable. Both samples — 
one in the intake duct and the other in the duct near the 
eliminator — should, of course, be taken at the same time 
in order to allow of comparison. A simpler method is to 
use white paper coated with sweetened condensed milk, 
which readily holds and shows up any particles of soot, etc. 

8. Free Moisture. 

A sheet of plate glass will readily indicate the presence of 
any free moisture as drops of water on the surface. 

9. Humidity and Temperature Control. 

Temperatures and also humidities are readily obtained 
from wet and dry bulb thermometers, or the latter from 
polymeters direct. Recording instruments are useful for 
this purpose, the type giving a twenty-four hour record 
being preferred. 
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10. Cooling. 

The above remarks also apply here. 

11. Loss of Draught Pressure. 

The constructor and designer will naturally take steps to 
ascertain draught loss at various points in the air circuit by 
means of the Pitot tube and water or alcohol gauges used, 
vertical or inclined, according to the pressure to be read for 
future use. 

Particular points of pressure drop and draught loss to be 
noted are : — 

(1) Intake to tempering coil. 

(2) Tempering coil. 

(3) Washer, including scrubber and eliminator. 

(4) Re-heating coils. 

(5) Total draught loss on suction side, which should 
be equal to the sum of 1, 2, 3, and 4 with by-pass 
dampers both closed and open. 

(6) Main ducts. 

(7) Through registers. 

(8) Total draught loss on discharge side (6 and 7). 
In the event of the fan being fitted with a cone or diverging 

outlet or nozzle, the Pitot tube should be inserted at the 
end of the cone distant from the fan, and when there is no 
cone, at the fan discharge. By the former method the loss 
in conversion of the more or less useless high velocity 
pressure into useful static pressure is included, thus giving 
a truer indication of the real efficiency of the fan. 

12. Specimen Test Sheet. 

Summary of Test taken on the Ventilating Installation at 



Designed by Messrs. 



Job No.. 
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Details 1 — 8 inclusive to be completed before sheets are issued 
to Test Department. 

1. Fan System No 

2. Test in charge of 

3. Figuring checked by 

plant. • 



4. Fans. 
(a) 
(b) 
(«> 

(d) 
(e) 
if) 
(«/) 
(h) 



0) 
(k) 

(0 



Inlet. I Extraction. 



Maker 

Type 

Rated Duty in Cubic Feet per 

Minute at 60° Fahr 

Rated Static Pressure 

Velocity at Discharge 

Add for Velocity Pressure 

Total Pressure 

Rated Speed R.P.M 

Rated Power at Fan Pulley, 

B.H.P 

Serial No. of Fan 

Drive 

Pulley 



-I- 



5. Motors. 



(a) Maker 

(b) Type 

(c) Rated duty in B.H.P.Output ... 

(d) Rated duty in K.W. Input 

(e) Full Load Amperes 

(/) Consumption in B.T.U. per 

.Hour 

(g) Rated Speed in R.P.M 

(h) Serial No. of Motor 

(i) Drive 

(j) Pulley 



Air Washer. 

(a) Maker 

(b) Type 

(c) Rated Duty measured at 60° Fahr cubic feet per 

minute. . 

(d) Friction Loss between Inlet and Discharge inches 

W.G. 

(e) Gallons of Water circulated per Hour 

(/) Pressure on Spray Nozzles lbs. per sq. inch. 
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Boiler Temperature and Humidity. 



External. 



Internal. 



Dry Bulb 
(° Fahr.). 



27 



Relative 
Humidity. 

/o 



Dry Bulb 
(° Fahr.). 



Relative 

Humidity. 

% 



30 



Water 

added 

(grains per 

cubio ft.) 



31 



Cooling. 



Wet 
Bulb 
Depn. 

(° Fahr.). 



32 



%i>ry 

Bulb 
Tempera- 
ture 
Redn. 



33 



35. Air Velocities at 

(a) Main Intake 

(b) Duct to Plenum Fan 

(c) Through Free Area of Heater 

(d) Through Spray Chamber... 

(e) Through Re-heating Coil... 
(/) At Fan Discharge 

(Jjf) Main Trunk 

(h) Branches to Risers 

(*) Risers 

(j) Through Registers 



36. Fuel consumption for test in pounds weight 



Feet 
per min. 
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(g) Pressure on Scrubbing Plate Nozzles lbs. per sq. inch. 

(h) B.H.P. of Motor 

(i) Consumption per Hour B. of T.U. 

(j) Full Load Amperes 

(k) Filtering Efficiency per cent, of Solid Matter. 

(I) Humidifying Efficiency ...... per cent. 

(m) Kemove all Trace of free moisture, 
(n) Cool to per cent, of the entering Wet Bulb Depres- 
sion. 



Heater and Humidifier. 

(a) Maker 

(b) Type 

(c) Rated Duty in B.Th.U 

(d) Area in feet super 

(e) B. of T.U. per foot super 

(/) Friction Loss in inches W.G. 
(#) Heating Medium per Hour (lbs. of 

steam at 5 lbs. gauge or gallons 
of hot water at mean tempera- 
ture of 180° Fahr.) 

(h) Lbs. of 8,000 B.Th.U. Fuel per lb. 
to boilers at rated duty, per 
hour 



8. Velocities in the Air Circuit (Maximum), 
(a) Main Intake from Street or Area 
(6) Duct to Plenum Apparatus 

(c) Through free Area of Heater ... 

(d) Through Washer 

(e) Fan Discharge 

(/) Main Distributing Trunk 

(g) Branches to Risers 

(h) Risers to Registers 

(i) Over Face of Register 

(/) Through Extraction Registers ... 
(k) Extraction Registers to Main Duct 

{I) Main Duct to Fan 

(w) Through Fan (if of Ring Type) ... 



Tempering 
Coil. 


Re-heating 
Coil. 







Feet 
per min. 
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CHAPTER XII 

MOTOR DRIVES 

1. General. 

For power work in public building ventilation electric 
motor drive is extremely economical and convenient, but in 
order to obtain the best results the purchaser must exercise 
care in the purchase and erection of the machines. 

2. Electricity Supply. 

Electrical energy is supplied from street mains in four 
different forms — 

(a) Continuous Current 
(6) Single Phase \ 

(c) Two Phase J Alternating Current. 
\d) Three Phase ) 
The pressure at which it is supplied (termed " voltage ") 
varies in all four cases, the " standards " being 115, 220, 440, 
and 500 volts (Dublin, 346 volts). 

Again, on alternating current supplies the periodicity, 
cycles, or the number of alternations per second (written co) 
varies, the standard being 50, but 25, 33j, 60, and also 100 
are unfortunately not unknown. 

Therefore, before sending out inquiries for prices the supply 
authority should be requested to state — 

(a) Type of supply to be given to premises situated 

in Street. Continuous or Alternating ? 

(6) Voltage of supply for motors. 

(1) Up to and including five horse-power ? 

(2) Above five horse-power ? 

(c) Phases, i.e., Single, Two or" 

Three 

(d) Periodicity (co) % 

(e) Power Factor of motor at full 

load 



if supply is 
alternating. 
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3. Types. 

There are three main types of motors — 
(a) Open type. 
(6) Semi-enclosed, 
(c) Totally enclosed. 

Very few supply engineers will accept the open type for 
connection to their mains, owing to the unprotected condi- 
tion of " live " metal parts, and these, therefore, are not 
recommended. 

Semi-enclosed motors are extensively used when not 
exposed to wet, excessive dust, inflammable gases, etc., and 
should be put down whenever possible. 

Enclosed motors deliver less power (30 to 50 per cent.) 
than semi-enclosed machines because of higher heating 
losses due to lack of ventilation. They have the advantage 
of being dust and moisture proof, and are used on direct- 
coupled fans and in exposed positions when trouble from 
these causes may be reasonably anticipated. Speeds of 
totally enclosed motors should be lower than those of the 
semi-enclosed type of equal capacity. 

Motors are further divided into two main classes, depend- 
ing on the type of electrical energy which they are designed 
to utilise — 

(a) Continuous Current Motors. 

(b) Alternating Current Motors. 

All motors consist essentially of two parts — 



— 


On Continuous Current. 


On Alternat- 
ing Current. 


(a) Fixed Part, termed 

(b) Moving Part, termed . 


Magnet case, frame 

or body casting. 

Armature 


Stator 
Rotor 



Continuous current machines are further classified 

according to method of field winding adopted as follows : — 

(a) Series Wound, for use when mechanically coupled 

to the load and when large starting torque (i.e., turning 
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power at moment of starting) is required, as in lifts, 
cranes, rolling mills, etc. The speed varies with the 
load, and therefore series motors must never be used 
when the load may be entirely removed as in water 
pumps, belt-driven fans, ptc, otherwise the speed 
would rise to a dangerous value. 

(6) Shunt Wound machines give practically constant 
speed at all loads, and are therefore suitable for fan 
and similar work. 

(c) Compound Wound machines are fitted with both 
series and shunt coils, thus having the combined charac- 
teristics of constant speed with good starting torque. 
Alternating current machines wound for either a single, 
two, or three phase supply are further classified according 
to the method of winding the rotor : — 

(a) Short Circuit Rotor or Squirrel Cage type, in 
which the rotor coils consist of copper bars con- 
nected together at the ends by metal rings. This 
is an extremely simple form of machine and strongly 
recommended for fan work up to 2 or 3 B.H.P., the only 
wearing parts being the bearings. There are no external 
cable connections to the rotor, but if the stator is 
switched directly on to the supply mains instead of 
through a transformer the momentary current will be 
from three to six times full-load current, the starting . 
torque being from one to one and a half times full-load 
torque. 

(6) Wound Rotor or Slip-Ring type, in which the ends 
of the coils on the rotor terminate in slip-rings, which 
connect, through carbon brushes and cables, to an 
external starting switch. This type is recommended 
for (and is usually made compulsory by supply autho- 
rities for) sizes above 2 B.H.P. There is no cable 
connection between the rotor and stator circuits, but 
by inserting additional resistance in the rotor circuit 
the current drawn from the mains by the stator circuit 
can be controlled as desired. In two and three phase 
machines with wound rotor the full-load torque can be 
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developed with approximately full-load current. The 

advantage of this type as regards starting is therefore 

apparent. With single-phase machines the torque 

corresponding to full-load current is approximately 

30 to 70 per cent, full torque, depending on the 

periodicity. 

Alternating current motors, if loaded excessively, are 

liable " to pull out of step " and stop. Single-phase motors 

on a periodicity of 50 will usually sustain an overload of 

about 50 to 60 per cent., and two and three phase motors 

about 250 per cent, under similar conditions before pulling 

up. 

For further details as regards starting switches, etc., 
electrical text-books should be consulted, viz., " Alternating 
Current and Induction Motors " (T. Harding Churton & Co., 
Ltd., Leeds, 2s.), "Electricity for Everybody" (The 
Electrical Press, Ltd.), etc., etc. 

4. Speeds. 

High-speed motors are much cheaper than those running 
at lower speeds, but are liable to be more noisy. Generally 
speaking a maximum speed of 1,500 R.P.M. up to and 
including 5 B.H.P. and 1,000 R.P.M. up to 25 B.H.P. will be 
found satisfactory. 

Variable speed, continuous current motors are very 
convenient for obtaining reduced outputs from fans and 
pumps, and are easily controlled up to 100 per cent, or over 
variation by means of shunt field regulators on machines 
above 1 H.P.,and by series resistances for motors of £ H.P. 
and | H.P. A convenient range is 750 to 1,500 for machines 
up to 5 H.P. and 500 to 1,000 R.P.M. for 6 to 25 H.P. 

Resistances in the shunt field circuit of a continuous 
current motor have the effect of reducing the field strength 
and thus increasing the speed of the motor. This forms an 
economical method of speed variation within considerable 
range, as the field current is only a small percentage of the 
main current, and thus the wasted energy is in similar 
proportion. 
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Series resistances, which should not be fitted to shunt- 
wound motors above 0-5 B.H.P., reduce the speed by 
inserting resistance in the armature or main circuit, and are 
therefore wasteful if used for long periods. 

On alternating current supplies the problem is more 
difficult, for it is only a year or two ago that Messrs. 
Parkinson, of Leeds, the General Electric Co., Ltd., of 
London, and one or two other makers produced the first 
variable speed single-phase motors on a commercial scale ; 
but of course these are very much more expensive than the 
simple induction type. Normally, the speed of an ordinary 
alternating current (i.e., induction) motor depends on the 
periodicity and upon the number of poles for which the 
motor is wound. The actual speed is a few per cent, less 
(probably about 3 to 7), which is called the " slip." 

Table XXXII.— Possible Shaft Speeds for (A.C.) Induction 
Motors (Speeds in B.P.M.). 









Frequency of Cycles (<x>). 




No. of 


Pairs of 
Poles. 










Poles. 


















25 


33J 


40 


50 


60 


100 


2 


1 


1,500 


2,000 


2,400 


3,000 


3,600 


6,000 


4 


2 


750 


1,000 


1,200 


1,500 


1,800 


3,000 


6 


3 


500 


666 


800 1,000 


1,200 


2.000 


8 


4 


375 


500 


600 ; 750 

i . 


900 


1,500 



5. Rating. 

Fans and pumps are rated in horse-power, and motors 
give out horse-power but consume kilowatt-hours, Board of 
Trade units, or kelvins, as the same unit is variously termed, 
the ratio of the electrical horse-power to the kilowatt being 
746:1,000. 

For fans connected to motors by belts, etc., allow 
an additional 5 per cent, for belt and bearing losses when 
calculating power required, and specify normal full load of 
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the motor at 20 per cent, in excess of the figure so ob- 
tained. For fans direct coupled to motors, the power of 
the motor should also be 20 to 25 per cent, in excess of the 
actual B.H.P. required by the fan when delivering the specified 
volume against the estimated resistance or water gauge of 
the air circuit. This apparently large margin of power is 
advisable because of the fact that the power required by the 
fan increases as the cube of the speed, as shown in Table 
XXXIV., and also to the difficulty of exactly determining 
the exact W.G. resistance of the air circuit, as if this has been 
under-estimated the fan will have to run faster to deliver 
the specified volume ; if it has been over-estimated the fan 
will deliver more than the specified volume, "unless the 
speed is reduced " with consequent increase of loadupon 
the motor. In the case of alternating current motors 
which run at fixed speed, it is especially essential to have 
this margin of power in the motor. 



Table XXXIV. — Horse Power Required by Centrifugal 
Cased Fan at Various Speeds. 

No. 13 Fan : 1 inch Static Pressure (Constant). 



Kevs. per minute 


204 


212 


226 


250 


Horse-power required 


141 


17-7 


244 


38-6 


Vol. cub. per minute . 


34,800 


41,800 51,300 


63,500 



There are two principal methods of rating motors for 
temperature rise — 

(a) Crane rated. 
(6) Continuous rated. 
Motors used for crane, lift, tramcar, and similar work 
are stopped and started continuously, so that they do not 
develop full power and consume and waste energy con 
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tinuously ; thus the heating effect is not so great as they 
have time to cool down to an appreciable extent between 
times. 

On the other hand, motors which run continuously 
(i.e., " continuous rated ") attain to their maximum tem- 
perature in about four hours, after which period the heat is 
dissipated as quickly as it is produced, resulting in a steady 
temperature. This is the type to be used for all ventilating 
work when fans, pumps, etc., run continuously. 

6. Starting up. 

Where 100 per cent, speed regulation is adopted, no 
difficulty will be experienced in starting up the motor when 
coupled direct or by belt to the fan or pump. In cases 
where this is impossible, . and especially on alternating 
current single-phase systems when the starting current is 
limited to the full-load current, it will be necessary to fit 
dampers to close entirely the discharge of the centrifugal 
fan, etc., to by-pass the air on ring-type fans, and to fit 
fast-and-loose pulleys, including belt-shifting devices and 
double-width motor pulleys, to all but the smallest sizes of 
fans and pumps. 

7. Control Panels. 

All starting panels should be provided with ammeters 
which can conveniently be marked with the full half and 
quarter load readings in red. Iron-clad double-pole (triple- 
pole on three-phase and possibly four-pole on two-phase 
supplies) starting switches fitted with overload and no 
voltage releases, and preferably interconnected with the 
field regulators, so that motors cannot be started up on a 
weak field (i.e., at full speed) should also be included. 
Quarter-inch plate iron mounted on 2-inch by ^ inch or 
J-inch strip forms a convenient support for this gear. 

8. Drives and Belts. 

The distance between the centre of the motor shaft and 
the fan or pump shaft is usually rather small, resulting in 
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tight belts and excessive loads. Another common fault is 
that of excessive pulley ratios, which should not exceed 
6 : 1. 

For a 5 B.H.P. machine and a 4-1 pulley ratio 8 feet 
centres should be considered a minimum. 

For a 10 B.H.P. machine and 4-1 pulley ratio, 10 feet 
centres should be considered a minimum (preferably 12 feet). 

For a 12 B.H.P. machine and 4-1 pulley ratio, 12 feet 
centres should be considered a minimum. 

Belt drives, which are unusual for powers below 3 B.H.P., 
are another important detail, and in this case it is desirable 
to err on the side of excessive width, which will result in 
increased life to both belt and bearings. 

Fan makers frequently fit pulleys the diameter of which is 
on the small side, and therefore it is desirable to take the 
motor pulley as the basis for figuring. 

1,500 to 3,000 feet per minute is a very general speed for 
single-width belts (maximum 4,000 feet per minute), such 
as are used for transmitting moderate powers (say up to 
40 B.H.P.), and a ratio of pulley diameter to belt width 
1-5 or 2 to 1 gives good results. 

A convenient formula, believed to be due to Berry, 
states : — "One watt of electrical energy is transmitted per 
foot per minute of belt speed per inch of width of single 
belt." 



Example 19. — Thus, taking a 25 B.H.P. motor running at 
750 R.P.M. and fitted with a 12 inch by 7 inch pulley we have — 

/ x t» ix j 750 X 12 X 34 (tt) oka 

(a) Belt speed, -^ — -- = 2,350 feet per 

minute. 

(b) Watts output (746 watts = 1 B.H.P.), 25 X 746 = 
18,700 

18 700 

(c) Belt width, ' = 7-92, or, say, 8 inches. 

(d) Ratio of pulley diameter to belt width = 12 : 8, i.e., 
1-5 : 1. 
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Table XXXV. — Horse-Power Transmitted by Single 
Leather Belts. 









Speed 


of Belt 


/in feet 


per minute 






Width of 




(i.e., diameter of pulley in feet x * 


x R.P.M.). 




Belt 




















(Inches). 






















1,000 


1,250 


1,500 


1,750 


2,000 


2,250 


2,500 


3,000 


3,500 


1 


1-3 


1-6 


20 


2-3 


2-6 


30 


3-3 


40 


4-7 


2 


2-6 


3-3 


40 


4-6 


5-3 


60 


6-7 


8-0 


9-4 


3 


40 


50 


60 


70 


80 


90 


10 


12 


14 


4 


5-3 


6-6 


8-0 


9-4 


10 


12 


13 


16 


18 


5 


6-7 


8-3 


100 


11 


13 


15 


16 


20 


23 


6 


80 


10 


12 


14 


16 


18 


19 


24 


28 


7 


9-3 


11 


14 


16 


18 


21 


23 


28 


32 


8 


10 


13 


16 


18 


20 


24 


26 


32 


37 


9 


12 


15 


18 


21 


24 


27 


29 


36 


42 


10 


13 


16 


20 


23 


26 


30 


33 


40 


47 


11 


14 


18 


22 


25 


28 


33 


36 ' 


44 


51 


12 


16 


20 


24 


27 


32 


36 


39 


48 


56 



For light double belts the power transmitted can be 
increased by 25 per cent, on above figures. 

For heavy double belts the power transmitted can be 
increased by 50 per cent, on above figures. 

Make the pulling half of the belt (the tight side) the lower 
one in order to increase the arc of contact between belt 
and pulley (i.e., slack side on top). 

9. Bearings. 

Ring lubricated bearings certainly tend to quiet running, 
but Stauffer grease lubricators give excellent results on 
small ring-type fans fixed in inaccessible positions. 

Ball and roller bearings form a debatable subject, but the 
author, having given them a good trial, has returned to the 
older ring lubricated type. Theoretically the ball bearings 
are excellent, the chief troubles experienced apparently 
being due to bad fitting and the selection of unsuitable 
types by the motor manufacturers for the work in hand. 
Also of course the noise of the balls revolving in the race 
add to rather than reduce the total noise made by the 
apparatus. 
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10. Tender Detail Sheets. 

The present writer has found that a standard detail sheet 
is extremely useful when purchasing machinery, and especially 
is this so in the case of electric motors, in which there are 
so many alternative details. Practically the whole of the 
work of filling them in can be delegated to juniors and 
duplicates can be typed as required, thus leaving the senior 
staff free to tackle new problems. It is of course a simple 
matter to draft similar forms for fans, pumps, etc., if the 
business demands it. See Chapter XIV. 
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CHAPTER XIII 

SUGGESTED SCHEDULES FOB DESIGNING 

Complete Installation 
Introduction. 

An increase of paper work is easily seen and severely 
criticised by many otherwise keen business men, not on the 
merits and demerits of the system, but merely on the grounds 
that it is system . Frequently also the small-minded technical 
man thinks that by raising petty objections and refusing to 
systematise his work he renders himself indispensable — he 
certainly does so long as such an absurd policy is allowed 
to retard the output of the firm, which is just about as long 
as it takes to get a better man who can delegate the routine 
work and get busy with bigger things. 

However, economy lies further along the line, and if the 
value of the introduction of routine forms and method is 
tested by the results enumerated below, a moderate system 
will be found amply to justify itself : — 

(a) Increased efficiency by reduction or practical 
elimination of mistakes and omissions in calculations. 

(6) Increased turnover of capital by reduction of 
contract time, due to possibility of routine work being 
handled by juniors when once the main outline of the 
scheme has been settled by a responsible engineer. 

(c) Decreased friction, and hence wasted energy, 

between office and erecting staff by reason of delivery 

of exactly the plant required and the arrival of necessary 

detailed information. 

t (d) Increased facility with which a job can be picked 

j up at any point by any member of the technical staff 

in the event of illness, etc., of the engineer handling it. 

The point when system should be stopped is when there 
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is no advantage to be gained in any direction in having all 
the requisite information in just the same style every time. 

The schedules following do not pretend to be full and 
complete, for that would be impossible when every engineer 
has his own particular methods of arriving at the desired 
results. They are put forward as a framework to be com- 
pleted by the reader who may care to give up the haphazard 
methods of figuring on scraps of paper upon no predeter- 
mined method and systematise his work so that it can be 
rapidly checked and is available for reference years after- 
wards if extensions or alterations are required. 

The present writer, who has used similar schedules for 
many years now, finds it convenient to retain different 
coloured files for electrical power, lighting, ventilating, 
heating, elevators, etc., work, securing the schedules 
dealing with the particular section in the appropriate file. 

Designing Schedule No. 1. 
vitiation and total air supply. 

1. Job No 

2. Fan System No 

3. Apartment to be ventilated numbered on plan 

4. External Sources of Heat : — 

(a) Seats or persons = B.Th.U. 

(b) Gas jets or cookers = B.Th.U. 

(c) Electric Arc Lamps 

or resistances — - B.Th.U. 

(d) Steam pipes = B.Th.U. 

(e) Other sources of heat = B.Th.U. 

Gross Total B.Th.U B.Th.U. 

Less any probable losses by 

transmission, etc B.Th.U. 

Nett total B.Th.U. to be re- 
moved per hour B.Th.U. 

5. Temperature rise allowable degs. Fahr. 

6. Total air required to hold tem- 

perature increase at this limit cubic feet per hour. 

7. Ditto ditto cubic feet per minute. 
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8. (a) Quantity to be handled by 

plenum fan cubic feet per minute. 

(b) Ditto extraction fan cubic feet per minute. 

9. Cubical contents of room cubic feet. 

10. Changes per hour of air contents 

Calculated by Date 

Checked by Date 



Designing Schedule No. 2. 
fans and motors. 

General Details : — 

1. Job No 

2. Fan System No.. 

3. System of Ventilation Adopted .\ 

4. Ventilated Apartment to be used for 

5. Maximum height in fan room ft ins. 

Fan Details: — 

6. Type 

7. Capacity cubic feet per minute. 

8. Total static water gauge inch (maintained resistance). 

9. Velocity through discharge feet per minute. 

10. Equivalent velocity pressure inches. 

11. Total pressure to be set up by fan inches W.G. 

12. Speed R.P.M. 

13. Maker 

14. Size 

1 5. Direction of discharge 

16. Handed 

17. Housing 

18. Inlet (single or double) 

19. Drive 

20. Working position of shaft 

21 . Base on floor, ceiling or wall 

22. Pulley :— 

(a) Width inches. 

(b) Diameter inches. 

(c) Surface inches. 

(d) Number inches. 

2 3. Belt striking gear required ? 

24. Type of bearings , 
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25. Power at fan shaft B.H.P. 

26. Add 10 per cent, for belt losses B.H.P. 

27. Total power for fan B.H.P. 

28. Maximum height of fan ft ins. 

29. Ditto width ditto ft ins. 

30. Ditto length ditto ft ins. 

31. Total weight of fan lbs. 

32. Type of belt 

33. Speed feet per minute. 

34. Width inches. 

35. Maximum power transmitted at that speed B.H.P. 

Motor Details : — 

36. Maximum power required by fan (line 27) B.H.P. 

37. Add margin of 20 per cent B.H.P. 

38. Total output of motor B.H.P. 

39. Electricity supply pressure and system 

40. Type 

41. Winding (shunt, squirrel cage, etc.) 

42. Speed : 

(a) Maximum R.P.M. 

(b) Minimum R.P.M. 

43. Rotation 

44. Drive 

45. Working position of shaft 

46. Position of magnet feet 

47. Pulley : 

(a) Diam inches. 

(b) Width inches. 

(c) Surface inches. 

48. Length of drive (pulley centres) 

49. Ratio in diam. of fan and motor pulleys 

50. Assumed efficiency of motor at full load per cent. 

51 . Maximum input to motor kilowatts. 

52. Maximum current per main cable amps. 

53. Appropriate size of cable 

54. Maximum current for shunt or rotor cable amps. 

55. Appropriate size of cable 

56. Ammeter scaled to read amps., with open scale at* 

amps. 

57. Maximum height ft ins. 

Ditto width ft ins. (right angles to shaft). 

Ditto length ft ins. 

58. Gross weight will be lbs. 

Calculated by Date 

Checked by Date 
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Designing Schedule No. 3. 
aib washing plant. 
General Details : — # 

1. Job No 

2. Fan System No 

3. Apartment to be ventilated 

4. Maximum height of room ft ins. 

5. Air to be handled cubic feet per minute. 

6. Maximum allowable pressure drop inches water. 

7. Maximum water to be evaporated per cubic foot of air 

grains. 

8. Maximum total quantity of water to be evaporated per hour 

......gallons. 

Washer Details : — *> 

9. Maximum velocity of air through spray chamber feet 

per minute. 

10. Cross sectional area required sq. feet: 

1 1 . Height selected ft ins. 

12. Corresponding width ft ins. 

13. Overall length of air washer ft ins. 

1 4. Casing required 

15. Connected to at : 

(a) Inlet end 

(b) Discharge end 

16. Observation doors at side looking in direction of air flow. 

17. Size of largest part to pass through opening of ft ins. 

18. Size of pipe for ball valve make up inches diam. 

19. Size of drain connection. inches diam. 

20. Perforated distribution plate required at entrance ? 

21 . Capacity of settling tank gallons. 

22. Total weight of washer with settling tank full of water, but 

excluding pump lbs. 

Pump : — 

23. Type 

24. Pressure head varied, how ? 

25. Normal pressure head lbs. per sq. inch. 

26. Capacity. gallons per hour. 

27. Diam. of suction pipe inches. 

28. Diam. of discharge pipe inches. 

29. Pump flooded when tank full ? 

30. Foot valve and priming cock required ? 

Motor Details : — 

31. Maximum power required by pump B.H.P. 

32. Add margin of 20 per cent B.H.P. 
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33. Total output of motor B.H.P. 

34. Electricity supply system and pressure 

35. Type 

36. Winding (shunt, compound, squirrel cage, etc.) 

37. Speed : 

(a) Maximum R.P.M. 

(b) Minimum R.P.M. 

38. Rotation 

39. Working position of shaft 

40. Position of magnet feet 

41. Type of coupling 

42. Assumed efficiency of motor at full load per cent. 

43. Maximum input to motor kilowatts. 

44. Maximum current per main cable amps. 

45. Appropriate cable size 

46. Maximum current per shunt or rotor cable amps. 

47. Appropriate cable size 

48. Ammeter scaled to read amps., with open scale at 

amps. 

49. Maximum height ft ins. 

Ditto width ft ins. (right angles to shaft). 

Ditto length ft ins. 

50. Gross weight of pump, motor, contained water, etc lbs. 

Calculated by. Date 

Checked by Date 

Designing Schedule No. 4. 
plenum heater. 
General Details : — 

1. Job No 

2. Fan System No 

3. Maximum height of room ft ins. 

4. Air to be handled cubic feet per minute. 

5. Water to be evaporated per cubic foot grains. 

6. Total range of temperature ° Fahr. 

7. Heating medium adopted 

8. Average temperature of hot water or pressure of steam 

9. Temperature increase of tempering coil : 

(a) Temperature required in spray chamber for humidifica- 
tion °Fahr. 

(b) Initial temperature ° Fahr. 

(c) Increase required ° Fahr. 

(d) Add 8J° Fahr. for each grain of water evaporated 
per cubic foot (line 5) °Fahr. 

(e) Total temperature increase required for tempering 
coil....,.°Fahr. 
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10. Temperature increase of re-heating coil : 

(a) Final temperature ° Fahr. 

(b) Temperature in spray chamber (9 (a) )....4.°Fahr. 

(c) Increase required ° Fahr. 

11. Heat units from tempering coil : 

(a) Cub. ft. of air per hour X line 9(c) 
^ — = air tempering. 

(b) Cub, ft. of air per hour X line 9 (d) __ evaporation of 

53 "~ water. 

Total heat from tempering coil if both are combined in 
one heater : 

B.Th.U. for air tempering 

B.Th.U. for evaporation of water 

Total B.Th.U. from tempering coil 

12. Heat units from re-heating coil : 

Cub, ft. of air per hour X line 10 (c) 



53 



-= re-heating. 



13. Maximum velocity of air through heater feet per minute. 

14. Cross-sectional free area required feet super. 

15. Type of heater selected 

16. Ratio oifree to gross area per cent. 

17. Gross cross-sectional area required feet super. 

Add 12 \ per cent, for by-pass dampers 

Total gross cross-sectional area required for heater 

Maximum height available ft ins. 

Corresponding width of heater ft ins. (at right angles 

to air flow). 



18, 
19. 
20, 
21, 



22. Number of sections at the rated 

percentage of free area per sec- 
tion required for the free area 
(line 14) 

23. Number of tiers each 

24. Total number of sections required 

in each heater 

25. Number of stacks deep in direction 

of air flow 

26. Number of sections per stack 

27. Height of sections 

28. Width of sections 

29. Nipple centres 

30. Total length of stack 

31 . Tapped for pipe diameter 



Tempering. 



Re-heating. 
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Friction Loss 

(Inches of 

Water). 




Total Air 
Length 
(Feet). 




Add Equiva- 
lent Lengths 
for Bends, etc. 
(Feet). 


N 


it 




Velocity of Air 
(Feet per 
Minute). 




a g 
© o* 




Material of 

which Duct 

„ constructed. 




Air Supply 
(Cubic Feet 
per Minute). 




Branch 

Section 

No. 





^££ 
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32. Maximum B.Th.U. through this 

diameter pipe 

33. Area of sections in feet super. 

34. Area of heater in feet super. 

35. Efficiency of surface in B.Th.U. per 

foot super. 

36. Air frictional loss in inches of W.G. 

37. Quantity of heating medium re- 

quired for specified duty (lbs. of 
steam or gallons of hot water 
per hour)... ... 




Arrangements and connections of pipework must be designed to 
balance loss of pressure of heating medium in passage through 
heater to head available for that purpose. 
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CHAPTER XIV 

PURCHASE SPECIFICATIONS 

Introduction. 

In modern engineering business management slipshod 
methods have no place, and the man who orders " one fan 
(or motor) as before," leading to endless correspondence 
and ultimate ill-feeling, should be given marching orders at 
once before he has an opportunity to do further damage. 

Manufacturers have standardised apparatus to a certain 
extent, and in dealing with well-known firms it will probably 
be the wiser course for those not specialising in the various 
branches of engineering allied with the ventilating industry 
to purchase on trade descriptions rather than on detailed 
specifications. For those who are qualified to use the 
fuller form, drafts are included for ducts, fans, wet-air 
filters, and continuous-current motors. 

It is suggested that these trade descriptions or purchase 
specifications should be standardised and numbered, so 
that the purchase order may simply contain the reference 
" as per attached specification," together with price, terms, 
etc., etc. 

It was probably an American who remarked, " Why 
make the same mistakes twice when there are so many 
others to select from ? " but this is the inevitable result if 
some systematic course for purchasing machinery, such 
as indicated in the following pages, is not adopted. 

PART I. 

Trade Descriptions. 
Trade Description No. 1. 

CENTRIFUGAL CASED FAN. 

(Silent Running, Essential.) 
[Strike out the words in italics which do not apply.] 



Job No. 
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1. To Messrs 



2. Delivery required to site at carriage paid by 

.../.../19 certain/and erected complete, ready for beneficial 

use by.../.../19 certain. 

3. Output: 

(a) cubic feet of air per minute measured at 60° Fahr. 

(b) Against a maintained (static) resistance of inches 

water col. 

(c) Duct Velocity at Fan cub. ft./min. 

4. Type: 

(a) Single/ Double/Inlet. 

(b) Top/ Bottom/ Horizontal/ Vertical Up /Vertical Down dis- 
charge. 

(c) Pulley /Motor /to be on/ 'Right/ Left /hand when looking 
into discharge. 

(d) Full/ Half fliousmg. 

(e) Single/ Double/width (latter for limited head room and 
extraction purposes only). 

5. Drive: 

Belt I Chain j Direct / driven by / Direct / Alternating j 
Current Motor /Shafting /Steam Engine. 
(N.B. — If direct coupled to motor, use appropriate Trade Descrip- 
tion Sheet.) 

6. Working Position: 

(a) Shaft/ Horizontal/ Vertical. 

(b) Base on/ Floor /Ceiling /Wall. 

7. Pulley: 

Single width/Fast and hose pulleys with belt striking gear, 
convex, of " diam. X " width, having crowning of 



8. Bearings: 

Ring lubricated/ Stauffer grease cup/ Ball/ 'Roller /bearings. 

9. Size of Largest Part: 

To pass through opening of ft ins. by...... ft. 

ins. 

10. Drawings Required with Tender: 

(a) Outline drawing of fan as erected, figured in with 
overall dimensions. 
(6) Pulley centres. 
(o) 



Digitized by VjOOQIC 



152 MODERN METHODS OF VENTILATION 

11. Technical Information (to be filled in by Tenderer) : 
(a) Performance Details : 



- 


Maker's 
Fan 
No. 


Outlet 
Velocity 

in 
Ft/Min. 


Add for 
Total 
Pressure 
(Ins. of 
W.G.). 


R.P.M. 


Diam. 

of 
WbeeL 


Peri- 
pheral 
Speed nf 

Ditto 
(Ft/Min.) 


H.P. 

at 

Pulley. 


Static 
Air 
H.P. 


Static 
Mechani- 
cal Effi- 
ciency. 


(a) 




















Q>) 




















(c) 





















(b) Gross Weight will be : 



Maker's Fan No. 



Lbs. 



(a) 


(&) 


(e) 

J 



Signed 

Dated. 
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Trade Description No. 2. 

RING TYPE FAN. 

(Silent Running, Essential.) 
[Strike out the words in italics which do not apply.] 



Job No. 



1. Inquiry to Messrs.. 



2. Delivery required to site at carriage paid by 

.../.. ./19 certain/and erected complete, ready for beneficia I 

use by.../.../19 certain. 

3. Output: 

cubic feet of air per minute on free intake and dis- 
charge, measured at 60° Fahr. 

4. Type: 

Puliey/ Motor /to be on/ suction/discharge/ai&e of fan. 

5. Drive: 

BeU/OTtain/Direct/dxiyen by a/Directj Alternating /Current 
Motor / Shafting / Steam Engine. 
(N.B. — If direct coupled to motor, use appropriate Trade Descrip- 
tion Sheet.) 

6. Working Position: 

Sh^ft/horizontal/vertical. 

7. Pulley: 

Single vridth/fast and loose pulleys with belt striking gear I 

convex, of diam. by " width, having crowning of 

ins. 

8. Bearings: 

Ring lubricated/ Stauffer grease cups /Ball/ Roller /bearings. 

9. Drawings Required with Tender: 

(a) Outline drawing of fan as erected, figured in with 
overall dimensions. 

(b) Pulley Centres 

W 
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10. Technical Information (to be filled in by Tenderer) 
(a) Performance Details : 



- 


Maker's 
Fan 
No. 


Aii- 
Velocity 

in 

Ft./Min. 

through 

Wheel. 


Equiva- 
lent 
Velocity 
Pressure 
XIns. 
W.G.). 


R.P.M. 


Diam. 

of 

Wheel 

(Inches). 


Peri. 

pheral 
Speed of 

Ditto 
(Ft/Min.) 


H.P. 

at 

Pulley. 


Total 
Air 
H.P. 


(«) 

















(b) 










- 


(c) 

















Total 
Mechani- 
cal 
Effi- 
ciency. 



(b) Gross weight will be (exclusive of motor) : 



Maker's Fan No. 



Lbs. 



(a) 


(W 


(«) 














Signed 

Dated. 
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Trade Description No. 3. 

WET AIR FILTER. 

(Silent Running, Essential.) 
[Strike out words in italics which do not apply. ] 



Job No. 



1. Inquiry to Messrs. 



2. Delivery required to site at carriage paid by 

.../.. ./19 certain/and erected complete, ready for bene- 
ficial use 6y.../.../19 certain. 

3. Capacity: 

To handle cubic feet of air per min. measured at 

60° Fahr. 

4. Type: 

Spray type for air washing and humidifying. 

5. Casing: 

Full casing/Make good to brickwork shown on Drawing 
No attached. 

6. Pump: 

Centrifugal type/Variable/Constant Speed /direct coupled 
to an electric motor. 

(N.B. — Use appropriate Trade Description Sheet.) 

7. Pump Bearings: 

Ring lubricated jStauffer grease cups} Ballj Roller /bearings. 

8. Size of Largest Part: 

To pass through opening of ft....... ins. by ft. 

ins. 

9. Maximum Height of Washer: 

ft ins. (Depending on available head room. 

Velocity of air through filter is usually 500 ft./min., so 
that height may be reduced at expense of width but prefer- 
able square in cross-section.) 
10. Drawings Required with Tender: 

(a) Outline drawing of plant erected, figured in with 
overall dimensions and pipe sizes. 

(*>) 

(«) 
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11. Technical Information (to be filled in by Tenderer) : 

(a) Performance Details : 

Guaranteed to: — Remove per cent, of all solid 

matter. 

Remove all trace of free moisture and fog ? 

Cool to per cent." of the entering wet bulb depres- 
sion. 

Humidifying efficiency per cent. 

Gals, of water circulated per hour 

Pressure on spray nozzles lbs./sq. in. 

Pressure on scrubbing plate nozzles lbs./sq. in. 

B.H.P. of motor required 

(For motor details see separate sheet.) 

Friction loss between intake and discharge at rated 
duty ins. W.G. 

(b) Gross Weight of plant will be : 

Washer complete lbs. 

Pump and connecting pipes lbs. 

Water in settling tank lbs. 

Water in pump and pipes lbs. 

Total weight as fixed for 
operating lbs. 

Signed 

Dated 

Trade Description No. 4. 

PLENUM HEATER. 
[Strike out words in italics which do not apply.] 




1. Inquiry to Messrs.. 

2. Delivery required to site at carriage free on 

.../... /1 9 certain/ and erected complete, ready for bene- 
ficial use by.../.../19 certain. (Usual for fan, heater, 

and boiler contracts to be placed together.) 
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3. Heating Medium: 

Steam at 5 lbs. boiler pressure/ Forced hot water at 190° Fahr. 

4. Capacity at ft./min. air flow through free area. 

(a) Tempering coil B.Th.U. • 

(6) Re-heating coil B.Th.U. 

Total B.Th.U. 

5. Type : 

To be of the Sectional Cast Iron/Wrought Iron Pipe/type, 
built up into stacks and connected to main headers, as 
shown on Drawings No and approved by the Engineer. 

6. Supports: 

To be of rolled steel generally, as shown on the Drawing 
No , supplied and erected, by Contractor. 

7. Maximum External Dimensions. (Free- area through heater 

varies from 37 to 61 per cent, of gross area. Velocity 
of air through free area 600/1,500 ft./min.) 

(a) Height of ft ins. ) Cross - sectional area of 

(b) Width of ft ins.) ft. super. 

8. Distance Apart: 

Length from discharge side of tempering coil to inlet 
side of re-heating coil to be ft ins. 

9. Valve: 

To be provided on flow and return of each stack, etc. 

10. Drawings Required with Tender: 

(a) Outline drawing of complete heater figured in with 
overall dimensions and pipe sizes. 

<w 

w 

11. Technical Information: 



(a) Consumption of heating 
medium will be per hour 

(b) Area of heating surface in 
feet super , 

(c) Number of stacks 

(d) Number of sections per 
stack 

(e) Frictional loss in air circuit 
in inches W.G. ... 

(/) Friction loss in heating cir- 
cuit feet of water col./lbs. per 
square inch , 



Tempering 
Coil. 


Re-heating 
Coil. 







Digitized by 



Google 



158 MODERN METHODS OP VENTILATION 

Signed 

Dated.. 

Trade Description Sheet No. 5. 

DIRECT CURRENT MOTOR. 

(Silent Running, Essential.) 
[Strike out the words in italics which do not apply.] 



Job No. 



1. Inquiry to Messrs. 



2. Delivery required to site at carriage paid by 

.../... /19 certain/and erected complete, ready for bene- 

ficial use 6y.../.../19 (Unusual for motor manu- 
facturers to carry out erection.) 

3. Electricity Supply: 

Continuous at volts. 

4. Output of Motor: 

(a) B.H.P. Continuous /Crane/rated. 

(b) Overload capacity required (usually 25 per cent. 

for one hour, and 50 per cent, for one minute). 

(c) Speed: Constant/Variable/ R.P.M. to R.P.M. 

5. Type : 

Open} Semi} Totally /enclosed. 

6. Winding: 

Shunt/SerieslOompound/'woujiA. 

7. Rotation: 

To be clockwise/counter clockwise/when viewed from the 
commutator end. 

8. Purpose required for: 

BeU/Chain/DirectlcoujAed to a 
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9. Working Position: 

(a) Motor Shaft/ Horizontal) Vertical. 

(b) Magnet feet on floor jceilingj wall. 

10. Pulley: 

Flat/ Convex/ oi inches diam. by inches width, hav- 
ing crowning of inches (Flat, double width required 

for fast and loose pulley drive). 

11. Switchgear: 

(a) Starting switch to be of the open/semi-enclosed/totally 
enclosed /ordinary / slow motion/type, fitted with overload and 
no-voltage releases, by Messrs as Cat. No 

(b) Ammeter of moving iron/coil/type inches diam. 

dial by Messrs as Cat. No 

12. Terminal Box: 

To be suitable for V.I.R. cables and screwed inch 

electric thread conduit. 

13. Spares and Sundries : 

(a) Complete set of spanners to fit every nut on the 
machine. 

(6) Box spanner for stud in pulley boss (pulley face to 
be drilled to pass same if necessary). 

(c) Tommy bar for forcing screws of slide rails, and for 
box spanner. 

(d) Angle iron rack for above. 

(e) Complete spare set of commutator brushes. 
(/) Complete spare set of bearing bushes. 

(g) Slide rails. 

14. Drawings Required with Tender: 

(a) Outline drawing of complete machine figured in with 
overall dimensions and pulley centres. 

(b) Speed-load and efficiency curves. 

(c) 

15. Technical Information (to be filled in by Tenderer) : 

(a) Efficiency will be : — 

per cent, at \ load; per cent, at £ load; 

per cent, at full load ; per cent, at 1J load. 

(b) Consumption at full load will be B.T.U./hour. 

(c) The commutator will be. inches long and will 

contain segments. 

(d) The brushes we propose to use will be grade as 

made by the Co. 

(e) Gross weight will be lbs. 

(/) The armature will be inches diam. and will have 

slots, open/semi/totally /enclosed. 
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(g) Commutating poles wUljwill not/be fitted, 

(h) Shunt field current will be min max. amps. 



Signed 

Dated. 



Trade Description Sheet No. 6. 

ALTERNATING CURRENT MOTOR. 

(Silent Running, Essential.) 
[Strike out the words in italics which do not apply.] 



Job No. 



1. Inquiry to Messrs., 



Delivery required to site at carriage paid by 

.../.../19 certain/and erected complete, ready for bene- 
ficial use 6y.../.../19 (Unusual for motor manu- 
facturers to carry out erection.) 

Electricity Supply: 

(a) Single/Two/Three/^hase. 

(b) Voltage volts. 

(c) Periodicity 

Output of Motor: 

(a) B.H.P. Continuous /Crane/i&ted. 

(b) Overload capacity required per cent., usually 

25 per cent, for 30 mins. and 50 per cent, momentarily. 

(c) speed. 

(N.B.— Table XXII.) 

(d) Power factor to be not less than at full load. 
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5. Type: 

Open J Semi-Enclosed J Totally /enclosed. 

6. Rotor Winding: 

Slip ring/Short circuit. (Latter unusual above 2 B.H.P. 
on lighting supply circuits.) 

7. Starting: 

(a) Torque : On light load (against full had). 

(b) Current : Limited to times full load current. 

8. Purpose Required for: 

Belt j Chain j Direct /coupled to a 

9. Working Position: 

Motor shsiit / horizontal/ vertical. Magnet feet on floor/ 



10. Pulley: 

Flat/Convex/oi inches diam. by inches width, hav- 
ing crowning of inches. (Flat, double width for fast 

and loose pulley drive.) 

11. Switchgear: 

(a) Starting switch to be of the Open /Semi-enclosed /Totally 
enclosed / Ordinary I Slow motion/type, fitted with overload and 
no-voltage releases, by Messrs as Cat. No 

(b) Ammeter of moving iron type inches diam. dial 

by Messrs as Cat. No 

12. Terminal Box: 

To be suitable for ^.I.K. cables and screwed inch 

electric thread. 

13. Spares and Sundries: 

(a) Complete set of spanners to fit every nut on the 
machine. 

(b) Box spanner for stud in pulley boss (pulley face to 
be drilled to pass same if necessary). 

(c) Tommy bar for forcing screws of slide rails and for 
box spanner. 

(d) Angle iron rack for above. 

(e) Complete spare set of slip-ring brushes (wound rotor 
only). 

(/) Complete set of bearing bushes. 
(g) Slide rails. 

14. Drawings Required with Tender: 

(a) Outline drawing of complete machine figured in with 
overall dimensions. 

(b) Speed-load curve. 



M.V. 
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15. Technical Information: (to be filled in by Tenderer) : 

(a) Efficiency will be : — 

per cent, at % load; per cent, at f load ; 

per cent, at full load ; per cent, at 1 J load. 

(b) Consumption at full load will be B.T.U./hour. 

(c) The brushes (slip-ring type rotor) we propose to use 
will be as made by the 

(d) Gross weight will be lbs. 

(e) The maximum rotor current (wound rotor only) will 
be amp. per phase. 



Signed 

Dated. 



PAKT II. 

Detailed Specifications. 

Detailed Specification No. 1. 

sheet metal ventilating ducts. 

To be erected at 

1. Construction. 

To be constructed and installed ill accordance with Drawings 
No in positions approved by the Engineer. 

2. Sizes and Delivery. 

All special dimensions required to be taken from finished brick- 
work sizes on job. Deliveries to be made, and ducts fixed as and 
when required by the Engineer, as structural work proceeds. 

3. Metal. 

Make all sheet metal ducts of best quality galvanised steel sheets, 
with slip joints in the direction of the air flow. Rectangular ducts 
to have standing seams, and wide ducts to be stiffened by external 
angle irons. 
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4. Sizes and Gauges. 



Gauge . 


28 
4-S 


26 


24 


22 


20 


18 
50-60 

118 & 

above 


16 


Eound, diam. 
ins. 


10-18 


21-24 


27-33 


36-45 


65 & 
above 


Rectangular, 
wide ins. 


3-15 


18 


19-30 


31-60 


61-118 


— 



5. Bends. 

To be made in not less than five pieces, the radius of throat being 
equal to two diameters of pipe and in no case less than 1J- ditto. 

6. Increase and Decrease of Section. 

Abrupt changes in section to be avoided in every instance. The 
length of the nozzle to be made as long as circumstances permit, 
preferably ten times the slope (= 12°), and in no case less than 
five ditto (= 6°). 

7. Joints. 

All joints to be smooth and tight, and all pipes to be firmly hung 
and rigidly fastened in place. 

8. Branches. 

When possible, to be tapped off from the main pipe at an angle 
of 30° and turned on a radius of throat equal to two diameters. 
In restricted positions the two diameter radius of throat may be 
used only. 

Each branch rectangular duct to be provided with a damper 
and quadrant, which may be set and locked in position. 

Round branch outlets to have adjustable butterfly dampers. 

9. Adjustment. 

After erection, test and set dampers for proper air distribution 
as directed by the Engineer. All duct joints to be tight at static 
pressure equivalent to 2 inches of water gauge. . 

M 2 
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10. General. 

All work and materials to be of the best of their respective kinds, 
free from faults and flaws, and to the satisfaction of the Engineer. 

No variation from the standard bends, branches, converging and 
diverging nozzles, etc., specified will be accepted and paid for unless 
written permission had been previously obtained from the Engineer 
for each specific instance. 

11. Standard Designs. 

All branches, increases, and decreases of section, bends, dampers, 

etc., to be in accordance with Standard Drawing No attached 

hereto. 

12. Cleaning. 

Ample provision to be made for cleaning all plenum ducts either 
directly or by means of flue brushes. 

Detailed Specification No. 2. 

MULTIBLADE CENTRIFUGAL CASED FAN. 

To be supplied, delivered, and erected at 



The specification following indicates the requirements 
and preference of the purchaser in the matter of detail. 

At the same time it is recognised that excellent designs 
may differ materially from that herein outlined ; therefore 
tenders will be considered, even although the specification 
is not strictly complied with, if the specified performances 
can be guaranteed, the deviations therefrom clearly set 
forth in the space provided, and the proposed plant be 
seen working satisfactorily in London. 

[Delete words in italics which do not apply.] 

1. Size and Capacity. 

Supply, deliver, and erect where shown on Drawing No 

on purchasers' foundations one multiblade (l/full) housing (top/ 
bottom horizontal / vertical up 'down) discharge (single/ double) width, 
motor or pulley on (right/left) hand when looking into discharge, 

having a capacity of cubic feet of air per minute when measured 

at a temperature of 60° Fahr., delivered against a maintained 
(static) pressure of inches water. 
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2. Housing. 

To be constructed, in parts for convenient handling on site, 

of best commercial steel plate with riveted lap seams, braced by 
vertical and horizontal angle irons, and fitted with angle iron base 
frame drilled for holding down bolts. (Include for diverging nozzle 
on discharge having length equal to ten times slope and final area 
of sq. feet.) 

3. Suction Eyes. 

For double inlet fan. 

The wheel to be composed of two separate single width wheels mounted 
back to back, having common blade plate. Each/The inlets to be 
fitted with an inlet cone in the space between housing and wheel, 
having a minimum clearance with the flanged inlet of the runner. 

4. Runner. 

To be of the curved multiblade type, having blades of steel plate 
riveted at the back to a boiler plate disk, which in turn is to be hot 
riveted to a cast-iron hub. These blades to be connected by a 
flange at the inlet edge of the wheel. 

Hub is to be attached to the shaft by key and set screws, and to 
the inlet flange by four heavy tie rods. 

Kunner to be carefully balanced to prevent vibration. 

The inner edge of the blades to be so arranged as to give a decreas- 
ing inlet diameter from front to back in order to give a uniform 
radial velocity through the wheel. The angle of the blades to vary 
across the width in order to ensure the entrance of the air with the 
least possible loss by shock. 

The curvature of the blades to be such that at normal or rated 
capacity the air will leave the tips with a velocity pressure approxi- 
mately twice the pressure corresponding to the peripheral velocity 
of the wheel, in order to reduce the required speed of rotation. 

5. Shaft. 

To be of the highest grade forge I mild steel of substantial size, 
machined all over. 

6. Bearings. 

To be spherical self aligning, ring lubricated type, of cast iron r 
lined with best quality babbit, length at least two and a half time3 
diameter of shaft, and so designed as to allow easy adjustment for 
wear. Bearings to be provided with large oil reservoirs, fitted with 
suitable level indicators. In the case of a bearing mounted in the 
fan inlet, it is to be provided with suitable arrangements for 
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preventing oil from being drawn along shaft and into the fan by 
the entering air. 

Inspection-hole lids to be attached by short lengths of substantial 
chain to the pedestal. 

7. Thrust Collars. 

To be smoothly turned and work against babbited shoulders on 
the ends of the bearings in order to avoid a thumping noise, due to 
uneven collar, bearing ends, or variations in the air current. 

8. Pulley. 

Include for inches diam. cast iron fast (and loose) pulleys 

having an unequal number of curved arms. Width of face to be 
inches, and crowning of inches. 

9. Label. 

An engraved or cast-brass label to be securely fixed to the fan 
stating clearly : — 

(a) Maker's name. 

(b) Year of manufacture. 

(c) Maker's serial number. 

(d) Maker's catalogue size. 

(e) Kated speed in K.P.M. 

(/) Eated output in cubic feet per minute. 

(g) Static pressure in inches. 

(h) Eated B.H.P. for above conditions. 

10. Painting. 

Casing, runner, and pedestals to be painted two coats of good oil 
paint before delivery, and one after erection. 

Tenderer's Details. 
No Tender will be considered unless the full details are filled in. 

1. Maker 

2. Duty cubic feet per minute. 

3. Static pressure inches water. 

4. Area of suction sq. feet. 

5. Area of discharge sq. feet. 

6. Velocity through discharge feet per minute. 

7. Corresponding velocity head inches water. 

8. Total pressure (static plus velocity) inches water. 

9. Eatio of static pressure to rated total pressure...... per cent. 

10. Gauge of plate for casing B.W.G. 
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11. Total weight of casing, runner, shaft, bearings, pedestals, 

pulley, etc., etc lbs. 

12. Guaranteed mechanical efficiency of fan : — 

(a) Static : — 

A.P.M. X 0*000157 X static head in ins. 

— — - -r\ n 

(B.H.P. at motor pulley — 3 p.c. for belt loss) ••••••*'• 

(N.B. — Static pressure is denned as the arithmetical sum 
of the static readings on the two sides of the fan minus the 
velocity pressure at the fan inlet.) 

(b) Total or Dynamic Efficiency : — 

A.P.M. X total pressure in ins. X 0*000157 
(B.H.P. at motor" pulley — 3 p.c. for belt loss) ••••••i" 

(N.B. — The velocity pressure is defined as the pressure 
corresponding to the average velocity over the area of the 
inlet or outlet of the fan, whichever is the higher. Total 
pressure = velocity plus static pressure.) 

Detailed Specification No. 3. 

SPECIFICATION 

for the Supply, Delivery, and Erection of 

AN AIR WASHER AND HUMIDIFIER 

The specification following, indicates the requirements 
and preference of the purchaser in the matter of detail. 

At the same time it is recognised that excellent designs 
may differ materially from that herein outlined, therefore 
Tenders will be considered even although the Specification 
is not strictly complied with if the specified performances 
can be guaranteed, the deviations therefrom clearly set 
forth in the space provided, and the proposed plant be seen 
working satisfactorily in London. 

1. Extent of Contract. 

Include for the supply, delivery, erection on purchasers' founda- 
tions, setting to work, and testing of one Air Washer and Humidifier 
complete, consisting of casing, tank, eliminator, spray system, 
motor-driven circulating pump, strainers, inter-connecting pipework, 
gauges, and valves in position as shown on Drawing No 
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2. Duty and Requirements. 

To be suitably designed for handling continuously thousand 

cubic feet of air per minute at a maximum velocity through the 
washer of 500 feet per minute, and a guaranteed maximum resistance 
of 0*375 inch water. 

When operating under these conditions the washer shall — 

(a) Entirely remove all free moisture and entrained water 
from the treated air. 

(b) Kemove 98 per cent, of the solid material carried by the 
entering air. 

(c) With the mist sprays and the flooding sprays operating 

and the eliminator in use the minimum humidifying efficiency 

to be 85 per cent. 

(Note. — By humidifying efficiency is meant the ratio of the weight 
of moisture vhich the air actually absorbs in its passage through 
the washer to the weight which it would absorb to saturation.) 

(d) Kemove effectually all trace of fog from the treated air. 

3. Casing and Tank. 

Casing to be constructed of galvanised iron of 18 B.W.Gr., the 
leading dimensions being approximately — 

ft ins. high. 

ft ins. wide. 

ft ins. long overall. 

Settling tank, at least 16 inches high, to extend under the entire 
washer and to be made of 16 B.W.Gr. galvanised iron. 

Casing and tank to be braced on the outside with 1^-inch by 
lj-inch galvanised angles, which shall not be spaced further apart 
than 3 feet. 

The sides, top, and tank to be made separately and bolted up 
with rubber gaskets on site. 

All rivet holes to be soldered over on inside of casing. 

A perforated galvanised distributing plate at the inlet of the 
washer, having 50 per cent, free area, to be provided. 

All metal work to be galvanised after cutting or punching. 

The settling tank to be divided into two compartments by a 
20-mesh copper gauze strainer rated at 1 sq. foot for each 4,000 cubic 
feet of air handled per minute, and through which the water passes 
before entering the suction of the pump. The top of the suction 
strainer compartment to be fitted with a hinged lid over the entire 
length, provision being made for easily cleaning and replacing of 
the copper gauze when necessary. 

Pump suction pipe to be continued down to within 2 inches above 
bottom of tank to avoid air troubles, 
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4. Inspection Door. 

Where shown on drawings, provide, in the sides of the washer 
casing, air and water tight doors of minimum dimensions, 15 inches 
by 24 inches, having lower edge 36 inches from floor level, to allow 
easy cleaning and convenient access to the machine. 

Door to be of cast iron with two glass panels, each glass being 
not less than 9 inches by 12 inches. The door frame also to carry a 
J inch by £ inch pure rubber gasket against which the door is to 
close. 

Frame to be of cast iron and riveted through the washer casing 
to a companion frame on the inside. To be provided with gutter 
at lower edge for catching any leakage water and returning to the 
tank. 

Doors to be held by at least three cams on each side, easily operated 
and fixed solidly against the gasket, and sufficiently rigid to prevent 
cracking of glass. Hinges to be so constructed as not to interfere 
with the action of the cams. 

5. Tank Fittings. 

(a) One f-inch automatic float valve, suitable for 160 lbs. 
per sq. inch supply, for maintaining constant water level. 

(b) An independent f-inch full-way gate valve, with hose 
connection for quickly filling tank after cleaning. 

(c) Sufficient stout rubber canvas hose, fitted with screw 
connector, to reach to the opposite side of the tank. 

(d) A 2-inch flanged connection at the bottom of the tank, 
with elbow and brass gate valve for draining off the water. 

(e) An independent bell mouthed 2 -inch cast-iron overflow, 
connected outside the tank to a tee from which the connection 
to sewer is made under separate contract. 

6. Spray System. 

The system to consist of a series of brass spray nozzles evenly 
spaced over the entire area, and placed at least 4 feet back of the 
eliminator nozzles but in a parallel plane, thus uniformly filling the 
intervening space with a finely divided spray. 

A minimum of 2*5 spray nozzles per 1,000 cubic feet of air handled 
per minute, producing a mist-like spray, to be provided. 

Nozzles to have a discharge orifice not less than -^ inch diameter, 
operating satisfactorily on a maximum pressure of 25 lbs. per sq. 
inch. 

Stand pipes to be lj-inch galvanised extra heavy wrought- iron 
pipe screwed into a galvanised cast-iron header. 
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The flooding nozzles over the eliminators to be spaced on 3-inch 
centres and handle one gallon per minute each. 

7. Scrubbing and Eliminating Plates. 

The eliminators to be set in vertical position and be made of 
24 B.W.G. galvanised iron. The angles of the eliminator to be not 
greater than 35° and so set that the air in passing through is deflected 
at least six times. 

Eliminator plates to be bolted or riveted directly to galvanised 
iron supports. 

The space for passage of air between any two adjacent eliminator 
plates not to exceed 1 inch. 

No separate metal clips to be used. 

The machine to be so arranged that the first four bends of the 
eliminator plates shall become a washing surface. 

A separate set of sprays independent of the main sprays to be 
provided for maintaining a constant sheet of water flowing down 
these four surfaces continually. 

Minimum washing surface to be 40 sq. feet per 1,000 cubic feet 
of air per minute. 

The last two bends of the eliminator plates are to remove effectively 
all free and entrained moisture. 

The total washing and eliminating surface shall not be less than 
60 sq. feet per 1,000 cubic feet of air per minute. 

8. Pump and Motor. 

To be of the brass-fitted, double suction, centrifugal type, having 

a capacity of gallons per minute when discharging against 

sufficient head to obtain perfect spray effect of all nozzles. 

The pump to be of the horizontal type having enclosed runner, 
and to be provided with cast-iron base plate, with oil ring round 
same, for direct coupling to a B.H.P. motor. 

The casing of the pump to be of grey cast-iron, horizontally 
divided for convenient inspection, suitable to withstand an excess 
over the working pressure and designed with ample water ways for 
proper velocity. 

The usual piping, drains, priming cock, foot valve, and grease 
cups, in addition to throttle valve, on discharge side, to be included 
for. 

All surfaces not machined to be rubbed down, filled in smooth, 
and given two coats of good oil colour before delivery. 

The pump and motor to be fixed on the purchasers' foundations, 
the bed-plate being wedged up, and when machines are in perfect 
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alignment to be properly grouted in and bolted down. Pipes to be 
fitted to pump, and not vice versa. 

Engraved or cast-brass label to be securely fixed to pump, stating 
concisely : — 

(a) Maker's name. 

(b) Year of manufacture. 

(c) Maker's serial number, 

(d) Speed in K.P.M. 

(e) Bated output in G.P.M. 
(/) Bated head in feet. 

(g) Bated B.H.P. 
Motor to be to standard specification attached herewith, to be 
direct coupled to pump by means of an approved flexible coupling. 
Dowel pins to be fitted to both pump and motor for rapid lining-up 
on re-erection. 

9. Pot Strainer. 

One pot strainer of suitable capacity and fitted with removable 
gauze basket to be provided, fixed in the discharge line running 
from the centrifugal pump to the spray header, and clear of the 
motor. 

The baskets of this strainer to be made of 14-mesh copper wire 
cloth screen, giving an area of at least sixteen times the area of the 
pipe connection. 

The top of this strainer to be held by clamps and screw made on 
rubber gasket joint between machined surfaces so that it can be 
instantly and easily removed and choked basket replaced with a 
clean one. 

One spare basket to be provided. 

10. Pipework, Valves and Gauges. 

Include for all inter-connecting pipework in galvanised steel, 
with separate full-way brass gate valves, all of suitable capacity 
and by approved maker, to main sprays, flooding nozzles, water 
supply, and drain respectively. Water supply and drain connections 
laid on separate contract. 

Also for two 3-inch best quality pressure gauges, scale reading 
— 50 lbs., fitted with brass plug cocks and connections ; to be 
fixed in approved positions on the main spray system and on the 
flooding nozzles respectively. 

All pipe connections to the inside of the washer to be provided 
with companion flanges and pure rubber gaskets on each side of the 
casing. 
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11. Take-over Tests. 

(N.B. — It is recognised that these tests are by no means 
perfect, but are here put forward to and will form the basis of 
the contract in the absence of anything more satisfactory.) 

(a) Free Moisture. 

The washer is to pass no free moisture that will show on a plate 
of clean glass 6 inches square held for a period of ten minutes 8 inches 
back of the eliminator and at right angles to the direction of flow 
of the air. 

(b) Cooling and Humidification (Maximum). 

The apparatus, when recirculating water in summer and handling 
rated capacity of air, is to reduce the temperature of the air 70 per 
cent, of the entering wet bulb depression. 

The apparatus, when using cold water in summer, to reduce the 
outgoing difference of air (wet bulb) and water temperatures to less 
than 25 per cent, of the difference in the incoming air (wet bulb) 
and water temperature. 

(c) Humidification (Minimum). 

When the washer is operating with the eliminator flooding nozzles 
only, the washer to reduce the temperature of the air 10 per cent, 
of the entering wet bulb depression as a maximum. 

(d) Test for Coarse Dirt. 

One lb. of dry boiler soot at a temperature not less than 70° Fahr. 
for every 20,000 cubic feet of air per minute to be sifted into the 
mouth of the washer at a uniform rate in one minute, and uniformly 
across the width of the washer. 

The soot to be entirely washed from the air in passing through, as 
determined by a sheet of white paper not less than 6 inches square 
suspended at right angles to the flow of the leaving air. Test paper 
to be coated with a solution of white sugar syrup. 

(e) Test for Fine Dirt. 

Two cross-wire screens covered by a thin film of absorbent cotton 
not less than 6 inches square are to be placed as follows : — 

One screen to be inserted in the air duct at any convenient point 
so as to intercept the air before it passes through the washer. The 
other screen to be placed in the air duct leading from the washer at 
approximately the same location in the cross-section of the duct 
and in the current of the air after it has been washed. 

The first screen to remain in the air current for six hours con- 
tinuously, and the second screen is to remain in the air current 
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continuously for two weeks, the entering air being kept in as uniform 
condition as possible as regards dust during the test. At the 
expiration of the two weeks the second screen is to show no greater 
collection of dust than the first screen. It is understood that the 
second screen is to be placed back of the washer a distance not more 
than the width of the duct, so that it will be unaffected by any 
air leaks in the duct between the air washer and the screen. 

(/) Test for Fog. 

Fog to be tested for in the ducts by means of an electric lamp 
projecting a parallel beam of light. 

(g) Noxious Odours. 

A burning smoke rocket, as used by the city health departments 
for testing drains, to be moved uniformly and slowly over the intake 
grating. 

All tests, except when otherwise directed, to be made under the 
specified normal full load conditions. 

12. Spares. 

Two gauze buckets for strainer. 

Tenderer's Details. 
No Tender will be considered unless the full details are filled in. 

1. Spray nozzles per 1,000 cubic feet of air handled 

2. Water pressure on spray system for maximum efficiency 

lbs. per sq. inch. 

3. Angle at which eliminating plates are set to normal direction 

of air flow degrees. 

4. Number of times air is deflected in passage through elimi- 

nator 

5. Space between individual eliminator plates inches. 

6. Area of washing surface (as distinct from eliminator surface) 

per 1,000 cubic feet of air handled sq. feet. 

7. Maker of pump 

8. Catalogue number 

9. Speed of pump K.P.M. 

10. Maker of motor 

11. Guaranteed mechanical efficiency at full load per cent. 

12. Electricity consumption in Board of Trade units per hour at 

full load 

13. Maker of flexible coupling (if supplied) 
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14. Drawings required : — 

(a) Blue, with leading dimensions filled in, showing general 
arrangements. 

(b) Blue, of pump and motor. 

(c) Characteristic curves : 

(a) Pump. 

(b) Motor. 

(c) Washer operating at various spray pressures. 

15. Variations. 

The apparatus put forward will completely comply with the 
specification, except as regards the under-mentioned details : — 



Detailed Specification No. 4. 

DIRECT CURRENT MOTOR. 

Tenders will be considered even although the Specification is not 
strictly complied with, if similar results are obtained, and any 
variations stated fully, but silent running is essential. 

1. Output. » 

To be capable of continuously (six hours rating) developing the 
specified B.H.P. at the pulley, when running at any speed within 
the specified range. 

Variable speed machines to be specially designed for stable running 
on weakened field at the higher speed. 

2. Frame and Field Poles. 

To be of the best close-grained cast iron, or cast magnet steel, 
into which the laminations are to be secured. 

Eye-bolts to be securely fixed into magnet case, of under-mentioned 
minimum sizes : — 

Up to 6 inches diam. armature, one for 1-inch tommy bar. 
6 inches to 8 inches diam. armature, one for lj-inch tommy 
bar. 
Above 8 inches diam. armature, two for lj-inch tommy bar. 
The four poles, which are to be accurately spaced, are, together 
with their pole shoes, to be made up of charcoal iron laminations, 
riveted tightly together and securely fixed at diagonal points of the 
magnet case, or alternatively, the magnet case may be of cast iron 
or steel having cast poles and charcoal iron laminated tips, securely 
riveted together and screwed to same by at least two counter-sunk 
screws. 
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3. Field Coils (Shunt). 

To be former wound, thoroughly varnished and baked. After- 
wards, insulated with presspahn, well bound with damp-proof tape, 
well soaked in insulating compound and again baked for twenty-four 
hours. Each coil to be provided with its own terminals and securely 
fixed in position on the magnet poles. 

4. Field Coils (Series). 

Where fitted, to be of strip copper, and so formed that the starting 
and finishing ends of the coil are on the outside. Connections 
between different coils to be made of flexible cable or solid copper 
strip, insulated with prepared tape. 

5. Armature. 

Of the slotted drum type, built up of charcoal iron laminations, 
carefully insulated from each other and adequately ventilated by 
radial ducts. 

Coils to be former wound, and fixed in the slots* — previously 
lined with a trough made of approved insulating material and 
moulded into shape before being placed therein. 

Insulation of coils to be protected from mechanical injury by 
turning over the insulating lining of slot to meet at the centre and 
covering by a further strip of tough damp-proof insulating material. 

Armatures to be well bound with best quality tinned steel wire 
well soldered up, insulated from the core plates by mica and carried 
in recesses in the core so that in case armature rubs on poles shoes, 
the steel bands are not damaged. 

6. Air Gap. 

Clearance between pole tips and any part of armature to be not 
less than under-mentioned figures : — 

Up to 8 inches diam. armature, 0*05 inch. 
Above 8 inches and up to 12 inches diam. armature, 0*065 
inch. 

Above 12 inches and up to 18 inches diam. armature, 0*075 
inch. 
Above 18 inches, 0*065 inch. 

7. Commutator. 

To be carried on rigid sleeves positively driven from the shaft and 
built up of an approved number of hard drawn or drop forged 
copper segments, insulated throughout with pure Indian mica of 
same wearing hardness as the copper. 

Segments to be of ample area, and of such radial depth that not 
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less than J inch can be turned off radially without causing undue 
heating when the machine is giving its normal full load current 
continuously with the reduced section. 

Mica to be chased out just clear of the commutator surface before 
official test. 

8. Laminations. 

Plates of the armature, and also the sleeve carrying the 
commutator, to be positively, driven, special care being taken to 
prevent them working loose on the shaft from the hammering 
action due to intermittent loads, or from any other causes. 

9. Balance. 

Armature and commutator to be properly balanced and set in 
the magnet fields in such a way as to avoid end thrust and run 
truly whether field coils are excited or not. 

10. Brush Gear. 

Brush holders to be of box type, with readily adjustable tension 
spring giving wide range of even pressure on brushes. Brushes to 
be of some standard size made by the Morgan Crucible Co., Ltd., or 
other well-known maker, self-adjusting, box type (sample to be 
submitted and approved), and fitted with copper flexibles ; both 
commutator and brush surface to be ample. 

Machine to run sparklessly and without trace of " hunting " on 
weakest field (when driving under specified conditions), at all loads 
and speeds, with fixed brush position up to 100 per cent, in excess 
of the specified maximum output, and a suitable permanent index 
to be provided, showing clearly the position of the brush rocker for 
sparkless running. 

Collector rings to be of solid copper strip, insulated with prepared 
tape and fixed at least \ inch clear of all parts of frame. 

Brush boxes adjustable on rocker arm in order to give even wear 
on commutator. 

11. Shaft. 

To be of best wrought mild steel and of ample proportions to 
render it strong and stiff, accurately turned and ground true, and 
suitably designed to prevent oil creeping on to armature or commu- 
tator. 

12. Bearings. 

Bearings to be of ring lubricated, self -oiling type, of solid phosphor 
bronze. Eatio of length to diameter of shaft to be not less than 
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2*5 : 1. Grooves to be machined in bushes at either end to carry 
away excess oil, and channels to be cut into inner surface of bush to 
ensure access of oil to all parts of shaft. Approved oil depth gauges 
and run-off taps to be provided for each bearing. Efficient oil flirts 
to be provided on the shaft which absolutely prevent access of oil 
to the windings. 

13. Pulley. 

To be of cast iron of the specified dimensions. Centre hole to be 
a good sliding fit on shaft. 

Pulley to be secured to shaft by substantial feathers held in place 
by suitable stud, screwed through boss. 

14. Slide Rails. 

Motor to be bolted down to two heavy cast-iron single -type slide 
rails amply proportioned to render them strong and stiff, accurately 
planed on top surface, and each provided with bolt hole lugs for 
securing to concrete bed. 

Forcing screws to have coned ends (where they engage magnet 
case), cylindrical heads with tommy bar holes, and allow minimum 
travel of under-mentioned figures when fixed at opposite ends of 
magnet case. 



Size of Motor. 


Travel of 

Magnet Case 

(Inches). 


Rag Bolt 

Holes 
(Inches). 


Up to and including 5 B.H.P. . 
Up to and including 10 B.H.P. 
Above 10 B.H.P. . 


3 
6 
9 


i 


15. Terminals. 







Each circuit, viz., shunt field, series coils and brush gear to be 
brought out on to separate terminals fixed on approved enamelled 
slate— minimum thickness f inch — which is to be efficiently protected 
by a heavy cast-iron box lined with insulating material, into which 
a metallic flexible tube can be screwed direct. 

No cables to be visible when the cover plates are in position, 
terminal box being designed so that all connections are brought 
into the back of the terminal box and not at the sides or bottom, 
with loops of unprotected cable. 

Sweating thimbles of approved design to be provided for external 
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connections and copper strips of suitable proportions to be provided 
for internal connections. Lock nuts or two set screws to be fitted 
to each terminal. Earthing stud and thimble to be fixed to slide 
rails. 

16. Maker's Name Plate. 

An engraved brass plate to be securely attached to the side of 
magnet case, the following particulars to be clearly stamped there- 
on : — 

(a) Maximum B.H.P. (continuous rating). 

(b) Voltage of circuit for which motor is wound. 

(c) Full load current in amperes. 

(d) Speed in E.P.M. minimum and maximum. 

(e) Maker's name, reference number and year. 

(/) Shunt field current (minimum and maximum) in amperes. 

17. Temperature Rise. 

The construction of the whole machine to be such that after 
running continuously upon its maximum output for at least six 
hours the temperature of the machine, or any part of it, shall not 
exceed 70° Fahr. above the temperature of the surrounding atmo- 
sphere, provided that in no case shall the total temperature exceed 
140° Fahr. 

18. Silent Running. 

All parts of the machines must be thoroughly secured, special 
precautions being taken to prevent any hum or other objectionable 
noise being given out at any load. 

19. Starting Switch. 

To be of the specified type fitted with overload and no voltage 
release coils, and to be designed to start the motor up on full had, 
without undue heating. Temperature rise of such coils in no case 
to exceed 70° Fahr. above the temperature of the surrounding air 
after six hours' run at full load. 

Slate panels carrying contracts to be rendered thoroughly non- 
hygroscopic. Where fixed in frame, holes in slab to be well bushed 
and provided with mica washers back and front. 

Kesistance coils to be either : — 

(a) Wound on tubes formed of non -hygroscopic and non- 
brittle material so fixed as to have ample room for expansion 
due to heating. 

(b) Spiral coils, supported on slate slabs and fixed well clear 
of the case and of adjacent coils. 

No solder to be used and all terminals to befitted with lock nuts. 
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Kheostat arm to be fitted with adjustable tension plafe and 
renewable contact brushes. Field and first armature contacts to 
be carbon, and fixing screws (if any) on face of slab to be protected 
by ebonite caps or hard wood plugs. 

Separate earthing stud and thimble to be fixed on outer case and 
sweating thimbles provided for external circuits. 

20. Field Regulator. 

The separate rheostat to be provided for speed regulation on the 
shunt field, to conform generally to par. 19, to be designed to give 
the variation of speeds as specified, to be fitted with the specified 
number of contact studs, and to be so arranged that motor cannot 
be started up on weakened field. 

Cover to be marked with suitable permanent indexes " slow " 
and " fast," the movement of radial arm when speeding up being 
clockwise. Indicator to be provided outside the case to show 
exact position of contact arm. 

21. Insulation Resistance and Pressure Test. 

After six hours' test at full load, all windings, switchgear, etc., 
to be connected together and insulation resistance, copper to earth, 
when tested at 500 volts, to be not less than two megohms. 

The under-mentioned pressure is then to be applied for two 
minutes between copper and stampings and between copper and 
binding wire and the 500 volt insulation test, as above specified, 
again repeated. 

For machines up to 250 volts, test pressure 1,000 volts A.C. 
For machines above 250 volts and up to 600 volts, test 
pressure 2,000 volts A.C. 

22. Official Inspection and Take-over Test. 

Contractor to give the Purchaser seven days' notice in writing of 
the date fixed by him for the official inspection and take-over tests 
of this machine, together with all switchgear and accessories. 

The Purchaser's Inspector to be given necessary facilities, current, 
loan of instruments and assistance, to test the machine in order to 
prove that each part complies with the requirements of this specifica- 
tion. 

In the event of rejection of the machine or switchgear by the 
Inspector, due to its failure to meet the requirements of this specifica- 
tion, a second inspection and test by the Inspector will be necessary. 
In this event the delay in delivery will continue to be the subject 
of the penalty clause contained in the Form of' Tender, and the 
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Contractor will be charged the third-class rail and reasonable out- 
ef-pocket expenses incurred by the Inspector in consequence. 

23. Painting. 

Outer surface of castings, etc., to be carefully filed flat, filled 
into a dead smooth surface, rubbed down, and painted two coats 
of dark green oil paint. 

24. Guarantee. 

Contractor to undertake for a period of twelve months from date 
of starting to run, to make good any original defects of design, 
material or workmanship, which may become apparent in use, 
free of all cost, excepting such as are due to ordinary fair wear and 
tear, fire, frost, wilful or accidental damage or other causes beyond 
his control, and on the assumption that all the machinery is properly 
looked after, kept clean, and lubricated. 

It being understood that any faulty part will be returned to 
Contractor's works, carriage paid, and Contractor to have the 
option of replacing or repairing the defective parts. 

Consequential damages excluded. 

25. Payments. 

Accounts, less 2J per cent, cash discount, to be paid on the 20th 
of the month following date of delivery of the machine, together with 
all switch gear, etc., on site, provided the order number is quoted on 
all invoices and statements and the accounts are rendered correctly 
and promptly. 

26. Empties. 

The Purchasers will not be responsible for the return of or payment 
for empties, but will put on rail carriage paid, and will notify the 
Contractor details of serial numbers, nominal value, route of 
despatch, carter's name signing for same, etc., of empties that are 
clearly stamped with their value and with the name of the Contractor, 
etc., and assist so far as possible to secure their return to the 
Contractor. 
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CHAPTER XV 

THE APPLICATIONS OF WET AIR FILTERS TO THE COOLING 
OF ELECTRICAL MACHINERY 

1. Mechanical and Electrical Losses Converted to Heat. 

In Chapter I. it was shown that the losses in the conver 
sion of energy from one form into another almost invariably 
reappear in the form of heat at the rate of 3,400 B.Th.U. 
per kelvin or Board of Trade unit, or 2,530 B.Th.U. per 
horse-power lost, and it is this question of heating which 
in recent years has practically determined the limiting 
output of any particular size of electrical machine. 

Designers have recognised this limit and have succeeded 
to a small extent in pushing it a little further away, i.e., 
increasing the output per pound weight of metal in the 
machine, either by fitting fans to the rotating parts or by 
increasing the radiating surface of the stationary parts by 
adding fins or gills. This practice answered well enough 
when machines were of limited size, generating relative 
small quantities of heat, and requiring relatively small 
quantities of air, but when the output capacity began to 
increase, until now a 30,000 kilowatt set is becoming more 
or less common, external means for supplying the air have 
had to be utilised. 

Example 20. — Consider a 5,000 kilowatt machine running at 
an efficiency of 95 per cent, (electrical output/shaft input). 
Thus the electrical loss is (5,000 X 5) 250 kilowatts, producing 
(250 X 3,400) 850,000 B.Th.U. per hour. 

2. Quantity of Air Required. 

The usual temperature rise allowed of 70° Fahr. on the 
small machines is reduced to approximately 35° to 40° Fahr. 
on the larger sizes. Therefore the air required f<?r efficjeivfc 
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cooling of the 5,000 kilowatt set under consideration would 
be 

850,000 x 53 

40X60 = 18 ' 700 - 

say 19,000 cubic feet of air per minute, or 1,140,000 cubic 
feet of air per hour. 

The practice of different makers varies slightly, but from 
information kindly supplied by the British Thomson- 
Houston Co., Ltd., the British Westinghouse Electric and 
Manufacturing Co., Ltd., and the General Electric Co., 
Ltd., it would appear that standard allowance is approxi- 
mately 5 to 6 cubic feet> of air per kilowatt capacity of 
plant, or 100 to 120 cubic feet of air per kilowatt lost per 
minute, corresponding to a temperature rise of approximately 
35° to 40° Fahr. or 18° Cent. 

3. Static and Velocity Pressures Required. 

The frictional resistance to the passage of air through the 
machine varies largely, of course, with the type and size 
and the method of passing the air through the machine, 
but the limits may be stated safely at 3 inches minimum, 
up to 7 inches W.G. maximum, in some cases being as low 
as 2J inches W.G. with axiaWentilation'on a 3,000 kilowatt 
set. 

As regards the velocity at which the air is put through 
the machine, this is of the order of 1,500 to 2,000 feet per 
minute, so that the connecting ducts can conveniently be 
figured on this basis. 

The warm air may be discharged either into the engine- 
room or, from considerations of fire risk, connected to a 
duct communicating directly with a safe place outside, 
or if it is desired to utilise the heat contained, arrangements 
may be made for passing it into the boiler house, if this is 
conveniently near. 

Referring to the fire risk, it is usual to provide a substantial 
damper which can be closed from a convenient place, so 
that in the event of a serious fault developing in the machine* 
the air supply can be entirely cut off, 



Digitized by VjOOQIC 



THE APPLICATIONS OP WET AIR FILTERS 183 

4. Wet Air Filtering. 

Obviously, special precautions must be observed in 
dealing with these large volumes of air to avoid the presence 
of grit or oil, which would permanently injure the insulation 
and dust, which will rapidly choke the comparatively small 
air passages. As indicated in Chapter VI., wet-air filters 
are admirably adapted for this work. 

The only possible objection that can be raised is the 
introduction of " moist " air into the windings of the 
machine, but this falls to the ground at once when it is 
remembered that the temperature of the air is raised 
immediately it enters the machine windings, and the relative 
humidity falls in a corresponding ratio. With any well- 
designed filter every trace of free moisture is entirely removed 
on the eliminating plates, but if any doubt is still entertained 
on this score the duct between the end of the filter and the 
inlet to the machine can be~madeja minimum length of 
25 to 30 feet long, thus giving time^for_any minute traces 
of water carried over to evaporate. 

It is said that slightly higher efficiencies are obtained 
when the power for forcing the air through the machine is 
supplied externally than when the fan blades form an 
integral part of the rotating part, but the writer has no 
figures to prove this. 

The cooling effect obtainable when operating wet-air 
filters on dry days (i.e., low relative humidity) is of course 
an additional advantage, increasing to a small extent the 
output capacity. 

5. Temperature Recording. 

The application of the electrical thermometer (Chapter 
IX., par. 1) would appear to have a useful scope in connec- 
tion with large electrical units in which the " bulb " can 
be built into the machine and the temperature periodically 
obtained by the switchboard attendant, 
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Table XXXVI. — Pressure and Horse-power Lost by 
Friction of Air in Galvanised Iron Pipes 100 Feet Long 

(by the courtesy of the Sturtevant Engineering Co., 
Ltd.). 



Diam. 
of Pipe 


Loss of Pressure 


Velocity of Air in Feet per Minute. 


in 
Inches. 


and Horse-power.! 


1,000. 


1,200. 


1,400. 


1,600. 


1,800. 


2,000. 


2,400. 


2,800. 


12 


Ins. of Water 
H.P. Friction 


0159 
0019 


0-229 
0034 


0-312 
0054 


0-408 
0081 


0-517 
011 


0-638 
015 


0-920 
0-27 


1-25 
0-43 


18 


Ins. of Water 
H.P. Friction 


0107 
0029 


0154 
0051 


0-208 
0081 


0-273 
0121 


0-345 
0173 


0-426 
0-238 


0-613 
0-411 


0-719 
0-522 


24 


Ins. of Water 
H.P. Friction 


0079 
0039 

0064 
00496 


0116 
0-068 


0157 
0-108 


0-205 
0162 


0-258 
0-231 


0-319 
0-317 


0-460 
0-548 


0-626 
0-870 


30 


Ins. of Water 
H.P. Friction 


0091 
0085 


0126 
0136 


0164 
0-203 


0-207 

0-289 


0-255 
0-396 


0-367 
0-527 


0-500 
0-685 


36 


Ins. of Water 
H.P. Friction 


0053 
0-595 


0076 
0102 


0103 
0163 

0093 
0181 


0136 
0-243 


0173 
0-346 


0-212 
0-475 


0-307 
0-822 


0-417 
1-30 


40 


Ins. of Water 
H.P. Friction 


0048 
0066 


0066 
0114 


0122 
0-270 


0-155 
0-385 


0191 
0-528 


0-276 
0-913 


0-376 
1-45 


44 


Ins. of Water 
H.P. Friction 


0043 
0072 


0062 
0125 


0085 
0199 


0119 
0-293 

0102 
0-324 


0141 
0-424 


0174 
0-581 


0-253 
100 


0-342 
1-59 


48 


Ins. of Water 
H.P. Friction 


0039 
0079 


0057 
0137 


0078 
0-217 

0072 
0-236 


0129 
0-462 


0160 
0-634 


0-231 
109 


0-312 
1-74 


52 


Ins. of Water 
H.P. Friction 


0036 
0085 


0053 
0148 


0-035 
0-352 


0119 
0-501 


0146 
0-687 


0-212 
118 


0-289 
1-88 


56 


Ins. of Water 
H.P. Friction 


0034 
0-092 


0050 
0159 

0047 
0171 


0067 
0-253 


0-088 
0-379 


0110 
0-540 


0136 
0-74 


0-205 
1-27 


0-269 
203 


60 


Ins. of Water 
H.P. Friction 


0033 
0099 


0062 
0-272 


0-081 
0-406 


0104 
0-578 


0-128 
0-793 


0185 
1-37 


0-250 
217 



Digitized by 



Google 



THE APPLICATIONS OF WET AIR FILTERS i85 



Table XXXVII. — Air Velocities and Equivalent Pressures 
(in Inches) of Water Calculated at 60° Fahr. 



Velocity in Feet 


Inches of 


Velocity in Feet 


Inches of 


per Minute. 


Water. 
001 


per Minute. 


Water. 


100—500 


2,700 


0-45 


600 


0-02 


2,800 


0-50 


700—800 


003 


2,900 


0-53 


900 


004 


3,000 


057 


1,000 


006 


3,100 


060 


1,100 


0*08 


3,200 


064 


1,200 


o-io 


3,300 


068 


1,300 


011 


3,400 


0-71 


1,400 


011 


3,500 


0-78 


1,500 


013 


3,600 


0-80 


1,600 


015 


3,700 


0*86 


1,800 


019 


3,800 


090 


1,900 


0-20 


3,900 


0-95 


2,000 


0-23 


4,000 


1-00 


2,100 


0-25 


4,500 


1-28 


2,200 


0-29 


5,000 


1-55 


2,300 


0-31 


5,500 


1-85 


2,400 


0-35 


6,000 


2-20 


2,500 


0-40 


7,000 


300 


2,600 


0-41 


— 


— 



Slight discrepancies between various published tables are due 
to the temperature at which the specific gravity of air is calculated • 
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Table XXXVIII. — Properties of Saturated Steam. 



Total Pressure in 


i 
Gauge Pressure from 


Temp, in 

Degrees Fahr. 

of Steam. 

101 




lbs. per sq. inch 


1 Atmosphere (assumed 


Latent Heat in 


(measured from a 
Vacuum). 


at 15 lbs. per sq. 
, inch). 

i 


B.Th. U. 


1 


1 
-14] 




1,034 


2 


-13 




126 


1,021 


3 


-12 




141 


1,012 


4 


-11 




153 


1,005 


5 


-10 




162 


1,000 


6 

7 


- 9 

- 8 


Vacuum. 


170 
176 


995 
991 


8 


- 7 




182 


987 


9 


- 6 




188 


984 


10 


- 5 




193 


981 


12 


- 3 




201 


976 


14 


- 1) 




209 


971 


15(14-7) 


(atmosphere) 


212 


967 


16 


1 


216 


965 


18 


3 


222 


963 


20 


5 


228 


959 


22 


7 


233 


956 


24 


9 


237 


952 


26 


11 


242 


949 


28 


13 


246 


947 


30 


15 


250 


944 


32 


17 


254 


941 


34 


19 


257 


939 


36 ! 

1 


21 


260 


937 
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Table XXXIX.— Weight of Round Galvanised Steel Pipe 
and Elbows of the Proper Gauge (U.S.A.) for Heating 
and Ventilating Systems. 



Ameri- 
can 
Gauge. 


Wt. per 
sq. ft. 
in lbs. 

0-78 


Equiva- 
lent 

S.W.G. 
(Eng- 
lish). 


Diam. 

of 
Pipe. 


Area in 
sq. ins. 


Area in 
sq. ft. 

0-196 
0-348 


Wt. 

per 
Run- 
ning 
Foot. 


Wt. 
of full 
Elbow. 


28 


29-5 


1 8 


12-6 
28-3 
50-3 


1-1 
1-4 
1-9 

2-7 
3-2 


0-9 
1-7 
2-9 


26 


0-91 
1-03 


27 
26 


(10 
112 


78-5 
113 


0-546 

0-782 


5-3 
7-6 


25 


(15 

118 


176 
254 


1-22 
1-76 


4-5 
5-3 


13-5 
19-1 


24 


1-16 


25 


|21 
(24 


364 
452 


2-53 
3-14 


7-0 

8-0 


29-6 
38-6 


22 


1-41 


22-5 


,27 

30 

1 33 


572 
706 
855 


3-97 
4-91 
592 


10-9 
12-2 
13-5 


59-1 
73-4 

88-9 


20 


1-66 


21 


(36 

(42 


1,017 
1,385 


7-00 
9-58 

12-5 
15-9 
19-6 


17-2 
20-1 


124 
168 


18 


2-16 


19 


,48 

54 

(60 


1,809 
2,290 

2,827 


29-8 
33-6 
37-4 


286 
363 
448 


16 


2-66 


17-5 


(66 

172 


3,421 
4,071 


23-8 
28-2 


50-5 
55 


666 
793 



(See also Chapter IV., par. 4.) 
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Series.) i6mo, o 50 

How to Use Water Power iamo, *i 00 

Child, C. D. Electric Arcs 8vo, *2 00 

Child, C. T. The How. and Why of Electricity i2mo, 1 00 

Christian, M. Disinfection and Disinfectants. . iamo, *2 00 

Christie, W. W. Boiler-waters, Scale, Corrosion, Foaming, 

8vo, *3 00 

Chimney Design and Theory < 8vo, *3 00 

Furnace Draft. (Science Series.) i6mo, o 50 

Water, Its Purification and Use in the Industries. .8 vo, 

Church's Laboratory Guide. Rewritten by Edward Kinch . 8 vo, *2 50 

Clapperton, G. Practical Papermaking 8vo, 2 50 

Clark, A. G. Motor Car Engineering. 

Vol. I. Construction 8vo, *s 00 

Vol. II. Design (In Press.) 

Clark, C. H. Marine Gas Engines 12 mo, *i 50 

Clark, J. M. New System of Laying Out Railway Turnouts, 

i2mo, 1 00 
Clarke, J. W., and Scott, W. Plumbing Practice. 

Vol. I. Lead Working and Plumbers' Materials. .8vo, *4 00 

Vol. II. Sanitary Plumbing and Fittings (In Press.) 

Vol. III. Practical Lead Working on Roofs (In Press.) 

Clerk, D., and Idell, F. E. Theory of the Gas Engine. 

(Science Series No. 62.) i6mo, o 50 

Clevenger, S. R. Treatise on the Method of Government 

Surveying i6mo, mor., 2 50 

Clouth, F. Rubber, Gutta-Percha, and Balata 8vo, *5 00 

Cochran, J. Treatise on Cement Specifications 8vo, *i 00 

Concrete and Reinforced Concrete Specifications 8vo, *2 50 
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Coffin, J. H. C. Navigation and Nautical Astronomy.. i2mo, *3 50 
Colburn, Z., and Thurston, R. H. Steam Boiler Explosions. 

(Science Series No. 2.) i6mo, o 50 

Cole, R. S. Treatise on Photographic Optics iamo, 1 50 

Coles-Finch, W. Water, Its Origin and Use 8vo, *5 00 

Collins, J. E. Useful Alloys and Memoranda for Goldsmiths, 

Jewelers i6mo, o 50 

Collis, A. G. High and Low Tension Switch-Gear Design. 8 vo, *3 50 

Switchgear. (Installation Manuals Series.) i2mo, o 50 

Coombs, H. A. Gear Teeth. (Science Series No. 120). . . i6mo, o 50 

Cooper, W. R. Primary Batteries 8vo, *4 00 

Copperthwaite, W. C. ' Tunnel Shields 4to, m g 00 

Corey, H. T. Water Supply Engineering 8vo (In Press.) 

Corfield, W. H. Dwelling Houses. (Science Series No. 50.) i6mo, o 50 

Water and Water-Supply. (Science Series No. 17.).. i6mo, 050 

Cornwall, H. B. Manual of Blow-pipe Analysis 8vo, *2 50 

Cowell, W. B. Pure Air, Ozone, and Water i2mo, *2 00 

Craig, J. W., and Woodward, W. P. Questions and Answers 

about Electrical Apparatus i2mo, leather, 1 50 

Craig, T. Motion of a Solid in a Fuel. (Science Series No. 49.) 

i6mo, o 50 

Wave and Vortex Motion. (Science Series No. 43.) . i6mo, o 50 

Cramp, W. Continuous Current Machine Design 8vo, *2 50 

Creedy, F. Single-Phase Commutator Motors 8vo, *2 00 

Crocker, F. B. Electric Lighting. Two Volumes. 8vo. 

Vol. I. The Generating Plant 300 

Vol. II. Distributing Systems and Lamps 

Crocker, F B., and Arendt, M. Electric Motors 8vo, *2 50 

and Wheeler, S. S. The Management of Electrical Ma- 
chinery i2mo, *x 00 

Cross, C. F., Bevan, E. J., and Sindall, R. W. Wood Pulp and 

Its Applications. (Westminster Series.) 8vo, *2 00 

Crosskey, L. R. Elementary Prospective 8vo, 1 00 

Crosskey, L. R., and Thaw, J. Advanced Perspective 8vo, 1 50 

Culley, J. L. Theory of Arches. (Science Series No. 87.) . i6mo, o 50 

Dadourian, H. M. Analytical Mechanics 8vo. *3 00 

Danby, A. Natural Rock Asphalts and Bitumens 8vo, *2 50 
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Davenport, C. The Book. (Westminster Series.) 8vo, *2 oo 

Davey, N. The Gas Turbine 8vo, *4 oo 

Da vies, F. H. Electric Power and Traction 8vo, *2 oo 

Foundations and Machinery Fixing. (Installation Manuals 

Series.) i6mo, i oo 

Dawson, P. Electric Traction on Railways 8vo, *g oo 

Deerr, N. Cane Sugar 8vo, 7 00 

Deite, C. Manual of Soapmaking. Trans, by S. T. King. .4 to, *5 00 
De la Couz, H. The Industrial Uses of Water. Trans, by A. 

Morris 8vo, *4 50 

Del Mar, W. A. Electric Power Conductors 8vo, *2 00 

Denny, G. A. Deep-Level Mines of the Rand 4to, *io 00 

Diamond Drilling for Gold *5 00 

De Roos, J. D. C. Linkages. (Science Series No. 47.). . . i6mo, o 50 

Derr, W. L. Block Signal Operation Oblong nmo, *i 50 

Maintenance of Way Engineering (In Preparation.) 

Desaint, A. Three Hundred Shades and How to Mix Them. 

8vo, 8 00 

De Varona, A. Sewer Gases. (Science Series No. 55.)... i6mo, 050 
Devey, R. G. Mill and Factory Wiring. (Installation Manuals 

Series.) X2mo, *i 00 

Dibdin, W. J. Purification of Sewage and Water 8vo, 6 50 

Dichman, C. Basic Open-Hearth Steel Process 8vo, *3 50 

Dieterich, K. Analysis of Resins, Balsams, and Gum Resins 

8vo, *3 00 
Dinger, Lieut. H. C. Care and Operation of Naval Machinery 

i2mo. *2 00 
Dixon, D. B. Machinist's and Steam Engineer's Practical Cal- 
culator i6mo, mor., 1 25 

Doble, W. A. Power Plant Construction on the Pacific Coast. (In Press.) 

Dommett, W. E. Motor Car Mechanism i2mo, *i 25 

Dorr, B. F. The Surveyor's Guide and Pocket Table-book. 

i6mo, mor., 2 00 
Draper, C. H. Elementary Text-book of Light, Heat and 

Sound i2mo, 1 00 

Draper, C. H. Heat and the Principles of Thermo-dynamics, 

New and Revised Edition i2mo, 2 00 
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Dron, R. W. Mining Formulas iamo, i oo 

Dubbel, H. High Power Gas Engines 8vo, *5 oo 

Duckwall, E. W. Canning and Preserving of Food Products. 8 vo, *s oo 
Dumesny, P., and Noyer, J. Wood Products, Distillates, and 

Extracts 8vo, *4 so 

Duncan, W. G., and Penman, D. The Electrical Equipment of 

Collieries 8vo, *4 oo 

Dunstan, A. E., and Thole, F. T. B. Textbook of Practical 

Chemistry iamo, *i 40 

Duthie, A. L. Decorative Glass Processes. (Westminster 

Series) 8vo, *2 00 

Dwight, H. B. Transmission Line Formulas 8vo, *2 00 

Dyson, S. S. Practical Testing of Raw Materials 8vo, *5 00 

and Clarkson, S. S. Chemical Works 8vo, *y 50 

Eccles, W. H. Wireless Telegraphy and Telephony (In Press.) 

Eck, J. Light, Radiation and Illumination. Trans, by Paul 

Hogner 8vo, *2 50 

Eddy, H. T. Maximum Stresses under Concentrated Loads, 

8vo, 1 50 

Edelman, P. Inventions and Patents iamo, (In Press.) 

Edgcumbe, K. Industrial Electrical Measuring Instruments. 

8vo. 
Edler, R. Switches and Switchgear. Trans, by Ph. Laubach. 

8vo, *4 00 

Eissler, M. % The Metallurgy of Gold 8vo, 7 50 

The Metallurgy of Silver 8vo, 4 00 

The Metallurgy of Argentiferous Lead 8vo, 5 00 

A Handbook of Modern Explosives 8vo, 5 00 

Ekin, T. C. Water Pipe and Sewage Discharge Diagrams 

folio, *3 00 

Electric Light Carbons, Manufacture of 8vo, 1 00 

Eliot, C. W., and Storer, F. H. Compendious Manual of Qualita- 
tive Chemical Analysis i2mo, *i 25 

Ellis, C. Hydrogenation of Oils 8vo, *4 00 

Ellis, G. Modern Technical Drawing 8vo, *2 00 

Ennis, Wm. D. Linseed Oil and Other Seed Oils 8vo, *4 00 

Applied Thermodynamics 8vo, *4 50 

Flying Machines To-day i2mo, *i 50 
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Vapors for Heat Engines i2mo, *i oo 

Erfurt, J. Dyeing of Paper Pulp. Trans, by J. Hubner. .8vo. 

Ermen, W. F. A. Materials Used in Sizing iimo, *2 oo 

Evans, C. A. Macadamized Roads (In Press.) 

Ewing, A. J. Magnetic Induction in Iron 8vo, *4 oo 

Fairie, J. Notes on Lead Ores 12 mo, *i 00 

Notes on Pottery Clays i2mo, *i 50 

Fairley, W., and Andre, Geo. J. Ventilation of Coal Mines. 

(Science Series No. 58.) i6mo, o 50 

Fairweather, W. C. Foreign and Colonial Patent Laws . . .8vo, *3 00 

Fanning, T. T. Hydraulic and Water-supply Engineering. 8 vo, *5 00 

Fay, I. W. The Coal-tar Colors 8vo, *4 00 

Fernbach, R. L. Glue and Gelatine 8vo, *3 00 

Chemical Aspects of Silk Manufacture i2mo, *i 00 

Fischer, E. The Preparation of Organic Compounds. Trans. 

by R. V. Stanford : 1 2mo, *i 25 

Fish, J. C. L. Lettering of Working Drawings Oblong 80, 1 00 

Fisher, H. K. C, and Darby, W. C. Submarine Cable Testing. 

8vo, *3 50 
Fleischmann, W. The Book of the Dairy. Trans, by C. M. 

Aikman 8vo, 4 00 

Fleming, J. A. The Alternate-current' Transformer. Two 

Volumes : 8vo, 

Vol. I. The Induction of Electric Currents *5 00 

Vol. II. The Utilization of Induced Currents *5 00 

Propagation of Electric Currents 8vo, *3 00 

A Handbook for the Electrical Laboratory and Testing 

Room. Two Volumes 8vo, each, *5 00 

Fleury, P. White Zinc Paints i2mo, *2 50 

Flynn, P. J. Flow of Water. (Science Series No. 84.) . i6mo, o 50 

Hydraulic Tables. (Science Series No. 66.) i6mo, o 50 

Forgie, J. Shield Tunneling 8vo. (In Press.) 

Foster, H. A. Electrical Engineers' Pocket-book. (Seventh 

Edition.) 12 mo, leather, 5 00 

Engineering Valuation of Public Utilities 8vo, *3 00 

Handbook of Electrical Cost Data 8vo. (In Press) 

Fowle, F. F. Overhead Transmission Line Crossings .. . . i2mo, *i 50 
The Solution of Alternating Current Problems 8vo (In Press.) 
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Fox,W.G. Transition Curves. (Science Series No. no.). i6mo, 050 
Fox, W., and Thomas, C. W. Practical Course in Mechanical 

Drawing i2mo, 1 25 

Foye,J.C. Chemical Problems. (Science Series No. 09.).i6mo, 50 

Handbook of Mineralogy. (Science Series No. 86.). 

i6mo, 50 

Francis, J. B. Lowell Hydraulic Experiments 4to, 15 00 

Franzen, H. Exercises in Gas Analysis iamo, *i 00 

French, J. W. Machine Tools. 2 vols 4to, *i5 00 

Freudemacher, P. W. Electrical Mining Installations. (In- 
stallation Manuals Series.) i2mo, *i 00 

Frith, J. Alternating Current Design 8vo, *2 00 

Fritsch, J. Manufacture of Chemical Manures. Trans, by 

D. Grant 8vo, *4 00 

Frye, A. I. Civil Engineers' Pocket-book iamo, leather, *5 00 

Fuller, G. W. Investigations into the Purification of the Ohio 

River 4to, *io 00 

Furnell, J. Paints, Colors, Oils, and Varnishes 8vo, *i 00 

Gairdner, J. W. I. Earthwork. 8vo (In Press.) 

Gant, L. W. Elements of Electric Traction 8vo, *2 50 

Garcia, A. J. R. V. Spanish-English Railway Terms 8vo, *4 50 

Garforth, W. E, Rules for Recovering Coal Mines after Explo- 
sions and Fires i2mo, leather, 1 50 

Garrard, C. C. Electric Switch and! Controlling Gear (In Press.) 

Gaudard, J. Foundations. (Science Series No. 34.). ... . i6mo, o 50 
Gear, H. B., and Williams, P. F. Electric Central Station Dis- 
tributing Systems X2mo, *3 00 

Geerligs, H. C. P. Cane Sugar and Its Manufacture . . .. 8vo, *5 00 

Geikie, J. Structural and Field Geology 8vo, *4 00 

Mountains, Their Origin, Growth and Decay." 8vo, *4 00 

The Antiquity of Man in Europe 8vo, *3 00 

Georgi, F., and Schubert, A. Sheet Metal Working. Trans. 

by C. Salter 8vo, 3 00 

Gerber, N. Analysis of Milk, Condensed Milk, and Infants' 

Milk-Food 8vo, 1 25 

Gerhard, W. P. Sanitation, Water-supply and Sewage Disposal 

of Country Houses 12 mo, *2 00 
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Gas Lighting. (Science Series Ho. in.) x6mo, o 50 

Gerhard, W. P. Household Wastes. (Science Series No.' 97.) 
* i6mo, 

House Drainage. (Science No. 63.) . > i6mo, 

Sanitary Drainage of Buildings. (Science Series No. 93.) 

• ionio, 

Gerhardi, C. W. H. Electricity Meters. 8vo, 

Geschwind, L. Manufacture of Alum and Sulphates. Trans. 

by C. Salter 8vo, 

Gibbs, W. £. Lighting by Acetylene i2mo, 

Gibson, A. H. Hydraulics and Its Application 8vo, 

Water Hammer in Hydraulic Pipe Lines i2mo, 

Gibson, A. EL, and Ritchie, £. V. Circular Arc Bow Girder. 4to, 

Gilbreth, F. B. Motion Study. A Method for Increasing the 

Efficiency of the Workman. i2mo, *2 00 

Primer of Scientific Management 121110, *i 00 

Gillmore, Gen. Q. A. Limes, Hydraulics Cement and Mortars. 

8vo, 

Roads, Streets, and Pavements i2mo, 

Golding, H. A The Theta-Phi Diagram i2mo, 

Goldschmidt, R. Alternating Current Commutator Motor . 8vo, 
Goodchild, W. Precious Stones. (Westminster Series.) . 8vo, 

Qoodeve, T. M. Textbook on the Steam-engine i2mo, 

Gore, G. Electrolytic Separation of Metals 8vo, 

Gould, E. S. Arithmetic of the Steam-engine i2mo, 

Calculus. (Science Series No. 112.) i6mo, 

High Masonry Dams. (Science Series No. 22.) . . . i6mo, 

Practical Hydrostatics and Hydrostatic Formulas. (Science 

Series.) i6mo, 

Gratacap, L. P. A Popular Guide to Minerals 8vo, 

Gray, J. Electrical Influence Machines i2mo, 

Gray, J. Marine Boiler Design . . .' i2mo, 

GreenhiU, G. Dynamics of Mechanical Flight. U4-4iU 8vo, 

Greenwood, E. Classified Guide to Technical and Commercial 

Books 8vo, 

Gregorius, R. Mineral Waxes. Trans, by C. Salter . . . i2mo, 
Griffiths, A. B. A Treatise on Manures xamo, 3 00 
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Griffiths, A. B. Dental Metallurgy 8vo, 

Gross, E. Hops 8vo, 

Grossman, J. Ammonia and its Compounds i2mo, 

Groth, L. A. Welding and Cutting Metals by Gases or Electric- 
ity. (Westminster Series.) 8vo, 

Grover, F. Modern Gas and Oil Engines *8vo, 

Gruoer, A. Power-loom Weaving 8vo, 

GUldner, Hugo. Internal-Combustion Engines. Trans, by 

H. Diedrichs 4to, *io oo 

Gunther, C. 0. Integration. ; iamo. 
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50 
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50 


*i 


25 
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00 


*2 


00 
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00 



Guy, A. E. - Experiments on the Flexure of Beams 8vo, *i 25 

Haenig, A. Emery and the Emery Industry i2mo, *2 50 

Hainbach, R. Pottery Decoration. Trans, by C. Slater. . nmo, *3 00 

Hale, W. J. Calculations of General Chemistry nmo, *i 00 

Hall, C. H. Chemistry of Paints and Paint Vehicles i2mo, *2 00 

Hall, G. L. Elementary Theory of Alternate Current Work- 
ing : 8vo, *i 50 

Hall, R. H. Governors and Governing Mechanism nmo, *2 00 

Hall, W. S. Elements of the Differential and Integral Calculus 

8vo, 

Descriptive Geometry 8vo volume and 4to atlas, 

Haller, G. F., and Cunningham, E. T. The Tesla Coil 12 mo, 

Halsey, F. A. Slide Valve Gears nmo, 

The Use of the Slide Rule. (Science Series.) i6mo, 

Worm and Spiral Gearing. (Science Series.) i6mo, 

Hancock, H. Textbook of Mechanics and Hydrostatics 8vo, 

Hancock, W. C. Refractory Materials. (Metallurgy Series. (In Press.) 

Hardy, E. Elementary Principles of Graphic Statics 12 mo, 

Harrison, W. B. The Mechanics' Tool-book 12 mo, 

Hart, J. W. External Plumbing Work 8vo, 

Hints to Plumbers on Joint Wiping 8vo, 

Principles of Hot Water Supply 8vo, 

Sanitary Plumbing and Drainage 8 vo, 

Haskins, C. H. The Galvanometer and Its Uses i6mo, 

Hatt, J. A. H. The Colorist . Second Edition square i2mo, 
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Hausbrand, £. Drying by Means of Air and Steam. Trans. 

by A. C. Wright 12 mo, *2 00 

Evaporating, Condensing and Cooling Apparatus. Trans. 

by A. C. Wright 8vo, *5 00 

Hausmann, E. Telegraph Engineering 8vo, *3 00 

Hausner, A. Manufacture of Preserved Foods and Sweetmeats. 

Trans, by A. Morris and H. Robson 8vo, *3 00 

Hawkesworth, J. Graphical Handbook for Reinforced Concrete 

Design 4to, *2 50 

Hay, A. Continuous Current Engineering 8vo, *a 50 

Hayes, H. V. Public Utilities, Their Cost New and Deprecia- 
tion 8vo, *a 00 

Public Utilities, Their Fair Present Value and Return, 

8vo, 

Heather, H. J. S. Electrical Engineering 8vo, 

Heaviside, # 0. Electromagnetic Theory. Three volumes. 

8vo, Vols. I and II, each, 

Vol. in, 

Heck, R. C. H. Steam Engine and Turbine. 8vo, 

Steam-Engine and Other Steam Motors. Two Volumes. 

Vol. I. Thermodynamics and the Mechanics 8vo, 

Vol. II. Form, Construction and Working 8vo, 

Notes on Elementary Kinematics 8vo, boards, 

Graphics of Machine Forces 8vo, boards, *i 00 

Heermann, P. Dyers' Materials. Trans, by A. C. Wright. 

1 2 mo, *2 50 
Hellot, Macquer and D'Apligny. Art of Dyeing Wool, Silk and 

Cotton 8vo, *2 00 

Henrici, O. Skeleton Structures 8vo, z 50 

Hering, D. W. Essentials of Physics for College Students. 

8vo, *i 75 
Hermann, G. The Graphical Statics of Mechanism. Trans. 

by A. P. Smith 12 mo, 2 00 

Herring-Shaw, A. Domestic Sanitation and Plumbing. Two 

Parts 8vo, *5 00 

Elementary Science of Sanitation and Plumbing. . . .8vo, *2 00 

Herzfeld, J. Testing of Yarns and Textile Fabrics 8vo, *3 50 
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Hildebrandt, A. Airships, Past and Present 8vo, *3 50 

Hildenbrand, B. W. Cable-Making. (Science Series Ho. 32.) 

i6mo, o 05 

Hildich, H. Concise History of Chemistry i2mo, *i 

Hill, J. W. The Purification of Public Water Supplies. New 53 

Edition (In Press.) 

Interpretation of Water Analysis (In Press.) 

Hill, M. J. M. The Theory of Proportion 8vo, *a 50 

Hiroi, I. Plate Girder Construction. (Science Series Ho. 95.) 

i6mo, o 50 

Statically-Indeterminate Stresses nmo, *2 00 

Hirshfeld, C. F. Engineering Thermodynamics. (Science 

Series.) i6mo, o 50 

Hobart, H. M. Heavy Electrical Engineering 8vo, *4 50 

Design of Static Transformers 8vo, *2 00 

Electricity 8vo, *2 00 

Electric Trains 8vo, *2 50 

Electric Propulsion of Ships 8vo, *2 00 

Hobart, J. F. Hard Soldering, Soft Soldering, and Brazing. 

iimo, *i 00 
Hobbs, W. R. P. The Arithmetic of Electrical Measurements 

1 2 mo, o 50 

Hoff, J. N. Paint and Varnish Facts and Formulas 12 mo, *i 50 

Hole, W. The Distribution of Gas 8vo, *7 50 

Holley, A. L. Railway Practice folio, 6 00 

Hopkins, N. M. Experimental Electrochemistry 8vo, 

Model Engines and Small Boats i2mo, z 25 

Hopkinson, J., Shoolbred, J. N., and Day, R. E. Dynamic 

Electricity. (Science Series No. 71.) i6mo, o 50 

Horner, J. Practical Ironfounding 8vo, *a 00 

Gear Cutting, in Theory and Practice 8vo, *3 00 

Houghton, C. E. The Elements of Mechanics of Materials. i2mo, *2 00 

Houllevigue, L. The Evolution of the Sciences 8vo, *2 00 

Houstoun, R. A. Studies in Light Production i2mo, *2 00 

Hovenden, F. Practical Mathematics for Young Engineers, 

i2mo, *i 00 

Howe, G. Mathematics for the Practical Man i2mo, *i 25 
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Howorth, J. Repairing and Riveting Glass, China and Earthen- 

ware 8vo, paper, *o 50 

Hubbard, E. The Utilization of Wood-waste 8vo, *2 50 

Hubner, J. Bleaching and Dyeing of Vegetable and Fibrous 

Materials. (Outlines of Industrial Chemistry.) * 5 o 

Hudson, O. F. Iron and Steel. (Outlines of Industrial 



Chemistry.) 8vo> 



2 00 



Humphrey, J. C. W. Metallography of Strain. (Metallurgy 

Series ) (In Press,) 

Humphreys, A. C. The Business Features of Engineering 

Practice 8vo> * 2 50 

Hunter, A. Bridge Work 8vo (In Press.) 

Hurst, G. H. Handbook of the Theory of Color 8vo, *2 50 

Dictionary of Chemicals and Raw Products 8vo, *3 00 

Lubricating Oils, Fats and Greases 8vo, *4 00 

s °aps 8vo, *5 00 

Hurst, G. H., and Simmons, W. H. Textile Soaps and Oils, 

8vo, *2 50 

Hurst, H. E., and Lattey, R. T. Text-book of Physics 8vo, *3 00 

Also published in Three Parts: 

Vol. I. Dynamics and Heat 8vo, *i 25 



Vol. II. Sound and Light 8yo, 



1 25 

Vol. III. Magnetism and Electricity 8vo, *i 50 

Hutchinson, R. W., Jr. Long Distance Electric Power Trans- 
mission i2mo, *3 00 

Hutchinson, R. W., Jr., and Thomas, W. A. Electricity in 

Mining I2mo> 

Hutchinson, W. B. Patents and How to Make Money Out of 

Them i2mo, 1 25 

Hutton, W. S. Steam-boiler Construction 8vo, 6 00 

Hutton, W. S. The Works' Manager's Handbook 8vo, 6 00 

Hyde, E. W. Skew Arches. (Science Series No. 15.).. . . i6mo, o 50 

Hyde, F. S. Solvents, Oils, Gums and Waxes i2mo, *2 00 

Induction Coils. (Science Series No. 53.) i6mo, o 50 

Ingham, A. E. Gearing. A practical treatise 8vo, *2 50 

Ingle, H. Manual of Agricultural Chemistry 8vo, *3 00 
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Innes, C. H. Problems in Machine Design nmo, *2 oo 

Air Compressors and Blowing Engines nmo, *2(w 

Centrifugal Pumps i2mo, *2 oo 

The Fan nmo, *2 oo 

Ivatts, £. B. Railway Management at Stations 8vo, *2 50 

Jacob, A., and Gould, £. S. On the Designing and Construction 

of Storage Reservoirs. (Science Series No. 6.). . i6mo, o 50 
Jannettaz, E. Guide to the Determination of Rocks. Trans. 

by G. W. Plympton i2mo, 1 50 

Jehl, F. Manufacture of Carbons 8vo, *4 00 

Tennings, A. S. Commercial Paints and Painting. (West- 
minster Series.) 8vo, *2 00 

Jennison, F. EL The Manufacture of Lake Pigments 8vo, *3 00 

Jepson,G. Cams and the Principles of their Construction... 8 vo, *i 50 

Mechanical Drawing 8vo (In Preparation.) 

Jems-Smith, F. J. Dynamometers 8vo, *3 50 

Jockin, W. Arithmetic of the Gold and Silversmith nmo, *i 00 

Johnson, J. H. Arc Lamps. (Installation Manuals Series.) 

i2mo, *o 75 
Johnson, T. M. Ship Wiring and Fitting. (Installation 

Manuals Series) i6mo, *o 75 

Johnson, W. McA. The Metallurgy of Nickel (In Preparation.) 

Johnston, J. F. W., and Cameron, C. Elements of Agricultural 

Chemistry and Geology nmo, 2 60 

Joly, J. Radioactivity and Geology i2mo, *3 00 

Jones, H. C. Electrical Nature of Matter and Radioactivity 

i2mo, *2 00 

New Era in Chemistry iamo, *2 00 

Jones, J. H. ' Tinplate Industry 8vo, *3 00 

Jones, M. W. Testing Raw Materials Used in Paint i2mo, *2 00 

Jordan, L. C. Practical Railway Spiral i2mo, Leather, *i 50 

Joynson, F. H. Designing and Construction of Machine Gear- 
ing 8vo, 2 00 

Jttptner, H. F. V. Siderology: The Science of Iron 8vo, *5 00 

Kapp, G. Alternate Current Machinery. (Science Series No. 

96.) i6mo, o 50 
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Keim, A. W. Prevention of Dampness in Buildings 8vo, *2 oo 

Keller, S. S, Mathematics for Engineering Students. 

1 2 mo, half leather, 

Algebra and Trigonometry, with a Chapter on Vectors. ... *i 75 

Plane and Solid Geometry *i 25 

and Knox, W. F. Analytical Geometry and Calculus.. *a 00 

Kelsey, W. R. Continuous-current Dynamos and Motors. 

8vo, *2 50 
Kemble, W. T., and Underhill, C. R. The Periodic Law and the 

Hydrogen Spectrum 8vo, paper, *o 50 

Kemp, J. F. Handbook of Rocks 8vo, *i 50 

Kennedy, A. B. W., and Thurston, R. H. Kinematics of 

Machinery. (Science Series No. 54.) i6mo, o 50 

Kennedy, A. B. W., Unwin, W. C, and Idell, F. £. Compressed 

Air. (Science Series No. 106.) i6mo, o 50 

Kennedy, R. Modern Engines and Power Generators. Six 

Volumes 4to> 15 00 

Single Volumes. each, 3 oo 

Electrical Installations. Five Volumes 4to, 15 00 

Single Volumes each, 3 50 

Principles of Aeroplane Construction ximo, *i 50 

Flying Machines; Practice and Design i2mo, *2 00 

Kennelly, A. E. Electro-dynamic Machinery 8vo, 1 50 

Kent, W. Strength of Materials. (Science Series No. 41. ).i6mo, o 50 

Kershaw, J. B. C. Fuel, Water and Gas Analysis 8vo, *2 50 

Electrometallurgy. (Westminster Series.) 8vo, *2 00 

The Electric Furnace in Iron and Steel Production.. 12 mo, *i 50 

Electro-Thermal Methods of Iron and Steel Production, 

8vo, *3 00 

Kinzbrunner, C. Alternate Current Windings 8vo, *i 50 

Continuous Current Armatures 8vo, *i 50 

Testing of Alternating Current Machines 8vo, *2 00 

Kirkaldy, W. G. David Kirkaldy's System of Mechanical 

Testing 4to, 10 00 

Kirkbride, J. Engraving for Illustration 8vo, *i 50 

Kirkwood, J. P. Filtration of River Waters 4to, 7 50 

Kirschke, A. Gas and Oil Engines i2mo. *i 25 
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Klein, J. F. Design of a High speed Steam-engine 8vo, *5 oo 

Physical Significance of Entropy 8vo, *i 50 

Knight, R.-Adm. A. M. Modern Seamanship 8vo, *7 5<> 

Half Hor. *o, 00 
Knott, C. G., and Mackay, J. S. Practical Mathematics. . .8vo, 2 00 

Knox, J. Physico-chemical Calculations i2mo, *i 00 

Fixation of Atmospheric Nitrogen. (Chemical Mono- 
graphs.) i2mo, 

Koester, F. Steam-Electric Power Plants 4*o» 

Hydroelectric Developments and Engineering 4to, 

Koller, T. The Utilization of Waste Products 8vo, 

Cosmetics 8vo, 

Kremann, R. Application of Physico Chemical Theory to 
Technical Processes and Manufacturing Methods. 

Trans, by H. E. Potts 8vo, 

Kretchmar, K. Yarn and Warp Sizing 8vo, 
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Lallier, E. V. Elementary Manual of the Steam Engine. 

ismo, 

Lambert, T. Lead and its Compounds 8vo, 

Bone Products and Manures 8vo, 

Lamborn, L. L. Cottonseed Products 8vo, 

Modern Soaps, Candles, and Glycerin 8vo, 

Lamprecht, R. Recovery Work After Pit Fires. Trans, by 

C. Salter 8vo, 

Lancaster, M. Electric Cooking, Heating and Cleaning. .8vo, *i 50 
Lanchester, F. W. Aerial Flight. Two Volumes. 8vo. 

Vol. I. Aerodynamics *6 00 

Vol. II. Aerodonetics *6 00 

Lamer, E. T. Principles of Alternating Currents i2mo, *i 25 

La Rue, B. F. Swing Bridges. (Science Series No. 107.) . i6mo, o 50 
Lassar-Cohn, Dr. Modern Scientific Chemistry. Trans, by M. 

M. Pattison Muir i2ino, *2 00 

Latimer, L. H., Field, C. J., and Howell, J. W. Incandescent 

Electric Lighting. (Science Series No. 57.) i6mo, o 50 

Latta, M. N. Handbook of American Gas-Engineering Practice. 

8vo f *4 50 
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American Producer Gas Practice 4to, *6 oo 

Laws, B. C. Stability and Equilibrium of Floating Bodies.8vo, *3 50 
Lawson, W. R." British Railways, a Financial and Commer- 
cial Surrey ,8vo, *2 00 

Leask 9 A. R. Breakdowns at Sea i2mo» 2 00 

Refrigerating Machinery i2mo, 2 00 

Lecky, S. T. S. " Wrinkles " in Practical Navigation 8vo, *8 00 

Le Doux, M. Ice-Making Machines. (Science Series No. 46.) 

i6mo, o 50 
Leeds, C. C. Mechanical Drawing for Trade Schools . oblong, 4 to, 

High School Edition *i 25 

Machinery Trades Edition *2 00 

Lefe*vre, L. Architectural Pottery. Trans, by H. K. Bird and 

W. M. Binns 4to, *7 50 

Lehner, S. Ink Manufacture. Trans, by A. Morris and H. 

Robson 8vo, *2 50 

Lemstrom,S. Electricity in Agriculture and Horticulture. .8 vo, *i 50 

Letts, E. A. Fundamental Problems in Chemistry.. . i2mo, *2 00 
Le Van, W. B. S team-Engine Indicator. (Science Series No. 

78.) i6mo, o 50 

Lewes, V. B. Liquid and Gaseous Fuels. (Westminster Series.) 

8vo, *2 00 

Carbonisation of Coal 8vo, *3 00 

Lewis, L. P. Railway Signal Engineering 8vo, *3 50 

Lieber, B. F. Lieber's Standard Telegraphic Code 8vo, *io 00 

Code. German Edition 8vo, *io 00 

Spanish Edition 8vo, *xo 00 

French Edition 8vo, *io 00 

Terminal Index 8vo, *a 50 

Lieber's Appendix .folio, *i5 00 

Handy Tables 4to, *2 50 

Bankers and Stockbrokers' Code and Merchants and 

Shippers' Blank Tables 8vo, *i5 00 

Lieber, B. F. 100,000,000 Combination Code 8vo, *io 00 

• Engineering Code 8vo, *i2 50 

Livermore, V. P., and Williams, J. How to Become a Com- 
petent Motorman iamo, *i 00 
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Livingstone, R. Design and Construction of Commutators.8vo, *2 25 

Mechanical Design and Construction of Generators. ..8vo, *3 50 

Lobben, P. Machinists' and Draftsmen's Handbook 8vo, 2 50 

Lockwood, T. D. Electricity, Magnetism, and Electro-teleg- 
raphy 8vo, 2 50 

Electrical Measurement and the Galvanometer i2mo, o 75 

Lodge, 0. J. Elementary Mechanics i2mo, 1 50 

Signalling Across Space without Wires 8vo, *2 00 

Loewenstein, L. C, and Crissey, C. P. Centrifugal Pumps . 8vo, *4 50 

Lomax, J. W. Cotton Spinning i2mo, 1 50 

Lord, R. T. Decorative and Fancy Fabrics 8vo, *3 50 

Loring, A. E. A Handbook of the Electromagnetic Telegraph. 

(Science Series No. 39) i6mo, 50 

Low, D. A. Applied Mechanics (Elementary) i6mo, 080 

Lubschez, B. J. Perspective iamo, *i 50 

Lucke, C. E. Gas Engine Design 8vo, *3 00 

Power Plants: their Design, Efficiency, and Power Costs. 

2 vols (In Preparation.) 

Lunge, G. Coal-tar Ammonia. Two Volumes 8vo, *i5 00 

Manufacture of Sulphuric Acid and Alkali. Three Volumes 

8vo, 

Vol. I. Sulphuric Acid and Alkali. In three parts *i8 00 

VoL II. Salt Cake, Hydrochloric Acid and Leblanc Soda. 

In two parts *I5 00 

Vol. m. Ammonia Soda *io 00 

Vol. IV. Electrolytic Methods (In Press.) 

Technical Chemists' Handbook i2mo, leather, *3 5° 

Technical Methods of Chemical Analysis. Trans, by 

C. A. Keane. In collaboration with the corps of 
] specialists. 

Vol. I. In two parts 8vo, *i5 00 

Vol. H. In two parts 8vo, *i8 00 

Vol. III. In two parts 8vo, *i8 00 

The set complete *4& 00 

Technical Gas Analysis 8vo, *4 00 

Luquer, L. M. Minerals in Rock Sections 8vo, *i 50 
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Macaulay, J., and Hall, C. Modern Railway Working. 

Eight vols 4to, 20 oc 

Each volume separately " 3 00 

Macewen, H. A. Food Inspection 8vo, *2 50 

Mackenzie, N. F. Notes on Irrigation Works 8vo, *2 50 

Mackie, J. How to Make a Woolen Mill Pay 8vo, *2 00 

Maguire, Wm. R Domestic Sanitary Drainage and Plumbing 

8vo, 4 00 

Malcolm, H. W. Submarine Telegraph Cable (In Press.) 

Mallet, A. Compound Engines. Trans, by R. R. Buel. 

(Science Series Ho. 10.) i6mo, 

Mansfield, A. N. Electro-magnets. (Science Series F . 64) 

i6mo, o 50 
Marks, E. C. R. Construction of Cranes and Lifting Machinery 

i2mo, *i 50 

Construction and Working of Pumps i2mo, *i 50 

Manufacture of Iron and Steel Tubes 12 mo, *2 00 

Mechanical Engineering Materials i2mo, *i 00 

Marks, G. C. Hydraulic Power Engineering 8vo, 3 50 

Inventions, Patents and Designs 12 mo, *i 00 

Marlow,T. G. Drying Machinery and Practice 8vo, *5 00 

Marsh, C. F. Concise Treatise on Reinforced Concrete.. . .8vo, *2 50 

Marsh, C. F. Reinforced Concrete Compression Member 

Diagram 1 50 

Marsh, C. F., and Dunn, W. Manual of Reinforced Concrete 

and Concrete Block Construction i6mo, mor., *2 50 

Marshall, W.J., and Sankey, H. R. Gas Engines. (Westminster 

Series.) 8vo, *2 00 

Martin, G. Triumphs and Wonders of Modern Chemistry. 

8vo, *2 00 

Martin, N. Reinforced Concrete 8vo, *2 50 

Martin, W. D. Hints to Engineers i2mo, *i 00 

Massie, W. W., and Underhill, C. R. Wireless Telegraphy and 

Telephony i2mo, *i 00 

Mathot, R. E. Internal Combustion Engines 8vo, *6 00 

Maurice, W. Electric Blasting Apparatus and Explosives ..8vo, *3 5<> 
Shot Firer's Guide 8vo, *i 50 
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Maxwell, J. C. Matter and Motion. (Science Series No. 36.) 

i6mo, o 50 
Maxwell, W. H., and Brown, J. T. Encyclopedia of Municipal 

and Sanitary Engineering 4to, *io 00 

McCullough, E. Practical Surveying 8vo, *2 50 

McCullough, R. S. Mechanical Theory of Heat 8vo, 3 50 

McGibbon, W. C. Indicator Diagrams for Marine Engineers, 

8vo, *3 00 

Marine Engineers' Drawing Book oblong, 4to, *2 00 

Mcintosh, J. G. Technology of Sugar 8vo, *4 50 

Industrial Alcohol 8vo, *3 00 

Manufacture of Varnishes and Kindred Industries. 

Three Volumes. 8vo. 

Vol. I. Oil Crushing, Refining and Boiling *3 50 

Vol. II. Varnish Materials and Oil Varnish Making *4 00 

Vol. m. Spirit Varnishes and Materials *4 5© 

McKnight, J. D., and Brown, A. W. Marine Multitubular 

Boilers *i 50 

McMaster, J. B. Bridge and Tunnel Centres. (Science Series 

No. 20.) i6mo, 50 

McMechen, F. L. Tests for Ores, Minerals and Metals. . . i2mo, *i 00 

McPherson, J. A. Water- works Distribution 8vo, 2 50 

Melick, C. W. Dairy Laboratory Guide i2mo, *i 25 

Merck, E. Chemical Reagents: Their Purity and Tests. 

Trans, by H. E. Schenck 8vo, 1 00 

Merivale, J. H. Notes and Formulae for Mining Students, 

i2mo, 1 50 
Merritt, Wm. H. Field Testing for Gold and Silver . i6mo, leather, 1 50 
Meyer, J. G. A., and Pecker, C. G. Mechanical Drawing and 

Machine Design 4to, 5 00 

Mierzinski, S. Waterproofing of Fabrics. Trans, by A. Morris 

and H. Robson 8vo, *2 50 

Miller, G. A. Determinants. (Science Series No. 105.). . i6mo, 

Milroy, M. E. W. Home Lace -making i2mo, *i oo 

Mitchell, C. A. Mineral and Aerated Waters 8vo, *3 00 

and Prideaux, R. M. Fibres Used in Textile and 

Allied Industries 8vo, *3 00 
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Mitchell, C. F. and G. A. Building Constr action and Draw- 
ing I2HL0 

Elementary Course, *i 50 

Advanced Course, *a 50 
Monckton, C. C. F. Radiotelegraphy. (Westminster Series.) 

8vo, *2 00 
Monteverde, R. D. Vest Pocket Glossary of English-Spanish, 

Spanish-English Technical Terms 64010, leather, *i 00 

Montgomery, J. H. Electric Wiring Specifications iamo, *i 00 

Moore, E. C. S. New Tables for the Complete Solution of 

Ganguillet and Kutter's Formula 8vo, *5 00 

Morecroft, J. H., and Hehre, F. W. Testing Electrical Ma- 
chinery 8vo, *i 50 

Morgan, A. P. Wireless Telegraph Construction for Amateurs. 

i2mo, *i 50 

Moses, A. J. The Characters of Crystals 8vo, *2 00 

and Parsons, C. L. Elements of Mineralogy 8vo, *2 50 

Moss, S. A. Elements of Gas Engine Design. (Science 

Series.) i6mo, 50 

The Lay-out of Corliss Valve Gears. (Science Series). 

i6mo, o 50 

Mulford, A. C. Boundaries and Landmarks 8vo, *i 00 

Mullin, J. P. Modern Moulding and Pattern-making nmo, 2 50 

Munby, A. E. Chemistry and Physics of Building Materials. 

(Westminster Series.) 8vo, *2 00 

Murphy, J. G. Practical Mining i6mo, 1 00 

Murphy, W. S. Textile Industries, 8 vols *2o 00 

(Sold separately.) each, *3 00 

Murray, J. A. Soils and Manures. (Westminster Series.). 8 vo, *2 00 

Naquet, A. Legal Chemistry. . . . , i2mo, 2 00 

Nasmith, J. The Student's Cotton Spinning 8vo, 3 00 

Recent Cotton Mill Construction i2mo, 2 00 

Neave, G. B., and Heilbron, I. M. Identification of Organic 

Compounds i2mo, *i 25 

Neilson, R. M. Aeroplane Patents 8vo, *2 00 

Nerz, F. Searchlights. Trans, by C. Rodgers 8vo, *3 00 
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Nesbit, A. F. Electricity and Magnetism (In Preparation.) 

Neuberger, H., and Noalhat, H. Technology of Petroleum. 

Trans, by J. G. Mcintosh 8vo, *io oo 

Newall, J. W. Drawing, Sizing and Cutting Bevel-gears. .8 vo, 150 
Newbiging, T. Handbook for Gas Engineers and Managers, 

8vo, *6 50 

Nicol, G. Ship Construction and Calculations 8vo, *4 50 

Nipher, F. E. Theory of Magnetic Measurements i2mo, 1 00 

Nisbet, H. Grammar of Textile Design 8vo f *3 00 

Nolan, H. The Telescope. (Science Series No. 51.) i6mo, o 50 

North, H. B. Laboratory Experiments in General Chemistry 

I2HL0, *i 00 

Nugent, E. Treatise on Optics i2mo, 1 50 

O'Connor, H. The Gas Engineer's Pocketbook. . . 12 mo, leather, 3 50 
Ohm, G. S., and Lockwood, T. D. Galvanic Circuit. Trans, by 

William Francis. (Science Series No. 102.). . . . i6mo, o 50 

Olsen, J. C. Text book of Quantitative Chemical Analysis . .8vo, *4 00 
Olsson, A. Motor Control, in Turret Turning and Gun Elevating. 

(U. S. Navy Electrical Series, No. 1.) . ...i2mo, paper, *o 50 

Ormsby, M. T. M. Surveying i2mo, 1 50 

Oudin, M. A. Standard Polyphase Apparatus and Systems . . 8vo, *3 00 

Owen, D. Recent Physical Research 8vo, *i 50 

Pakes, W. C. C, and Nankivell, A. T. .The Science of Hygiene. 

8vo, *i 75 
Palaz, A. Industrial Photometry. Trans, by G. W. Patterson, 

Jr 8vo, *4 00 

Pamely, C. Colliery Manager's Handbook 8vo, *io 00 

Parker, P. A. M. The Control of Water 8vo, *5 00 

Parr, G. D. A. Electrical Engineering Measuring Instruments. 

8vo, *3 50 
Parry, E. J. Chemistry of Essential Oils and Artificial Per- 

fames 8vo, *5 00 

Parry, E. J. Foods and Drugs. Two Volumes 8vo. 

Vol. I. Chemical and Microscopical Analysis of Food 

and Drugs *7-5o 

Vol. n. Sale of Food and Drugs Acts *3 00 

and Coste, J. H. Chemistry of Pigments 8vo, *4 50 
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Parry, L. Notes on Alloys 8vo, 3 00 

Metalliferous Wastes 8vo, 2 00 

Analysis of Ashes and Alloys 8vo, a 00 

Parry, L. A. Risk and Dangers of Various Occupations 8vo, *3 00 

Parshall, H. F., and Hobart, H. M. Armature Windings .... 4to, *7 50 

Electric Railway Engineering 4to, *io 00 

Parsons, S. J. Malleable Cast Iron 8vo, *2 50 

Partington, J. R. Higher Mathematics for Chemical Students 

iamo, *2 00 

Textbook of Thermodynamics 8vo, *4 00 

Passmore, A. C. Technical Terms Used in Architecture . . .8vo, *3 50 

Patchell, W. H. Electric Power in Mines 8vo, *4 00 

Paterson, G. W. L. Wiring Calculations i2mo, *2 00 

Electric Mine Signalling Installations i2mo, *i 50 

Patterson, D. The Color Printing of Carpet Yarns 8vo, *3 50 

Color Matching on Textiles 8vo, *3 00 

Textile Color Mixing 8vo, *3 00 

Paulding, C. P. Condensation of Steam in Covered and Bare 

Pipes 8vo, *2 00 

Transmission of Heat Through Cold-storage Insulation 

i2mo, *i 00 

Payne, D. W. Iron Founders' Handbook (In Press.) 

Peddie, R. A. Engineering and Metallurgical Books i2mo, *i 50 

Peirce, B. System of Analytic Mechanics 4to, 10 00 

Pendred, V. The Railway Locomotive. (Westminster Series.) 

8vo, *2 00 

Perkin, F. M. Practical Method of Inorganic Chemistry . . i2mo, *i 00 

and Jaggers, E. M. Elementary Chemistry i2mo, *i 00 

Perrine, F. A. C. Conductors for Electrical Distribution . . . 8vo, *3 50 

Petit, G. White Lead and Zinc White Paints 8vo, *i 50 

Petit, R. How to Build an Aeroplane. Trans, by T. O'B. 

Hubbard, and J. H. Ledeboer 8vo, *i 50 

Pettit, Lieut. J. S. Graphic Processes. (Science Series No. 76.) 

i6mo, 50 
Philbrick, P. H. Beams and Girders. (Science Series No. 88.) 

i6mo, 

Phillips, J. Gold Assaying 8vo, *2 50 

Dangerous Goods 8vo, 3 50 
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Phin, J. Seven Follies of Science i2mo, *i 25 

Pickworth, C. N. The Indicator Handbook. Two Volumes 

1 2 mo, each, 

Logarithms for Beginners i2mo, boards, 

The Slide Rule nmo, 

Plattner's Manual of Blowpipe Analysis. Eighth Edition, re- 
vised. Trans, by H. B. Cornwall 8vo, 

Plympton, G.W. The Aneroid Barometer. (Science Series.). i6mo, 

How to become an Engineer. (Science Series No. 100.) 

i6mo, 

Van Nostrand's Table Book. (Science Series No. 104). 

x6mo, 
Pochet, M. L. Steam Injectors. Translated from the French. 

(Science Series No. 29.) i6mo, 

Pocket Logarithms to Four Places. (Science Series.) i6mo, 

leather, 
Polleyn, F. Dressings and Finishings for Textile Fabrics . 8vo, 

Pope, F. G. Organic Chemistry i2mo, 

Pope, F. L. Modern Practice of the Electric Telegraph. . . . 8vo, 

Popplewell, W. C. Prevention of Smoke 8vo, 

Strength of Materials 8vo, 

Porritt, B. D. The Chemistry of Rubber. (Chemical Mono- 
graphs.) iamo, *o 75 

Porter, J. R. Helicopter Flying Machines i2mo, x 25 

Potts, H. E. Chemistry of the Rubber Industry. (Outlines of 

Industrial Chemistry.) 8vo, 

Practical Compounding of Oils, Tallow and Grease 8vo, 

Pratt, K. Boiler Draught i2mo, 

High Speed Steam Engines 8vo, 

Pray, T., Jr. Twenty Years with the Indicator 8vo, 

Steam Tables and Engine Constant 8vo, 

Prelini, C. Earth and Rock Excavation 8vo, 

Dredges and Dredging 8vo, 

Graphical Determination of Earth Slopes 8vo, 

Tunneling .8vo, 

Prescott, A. B. Organic Analysis 8vo, 

and Johnson, 0. C. Quantitative Chemical Analysis. 8vo, 

and Sullivan, E. C. First Book in Qualitative Chemistry 

i2mo, *i 50 
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Prideaux, £. B. R. Problems in Physical Chemistry 8vo, *2 oo 

Primrose, G. S. C. Zinc. (Metallurgy Series.) (In Press.) 

Pullen, W. W. F. Application of Graphic Methods to the Design 

of Structures 12 mo, *2 50 

Injectors: Theory, Construction and Working nmo. *i 50 

Indicator Diagrams 8vo, *2 50 

Engine Testing 8vo, *4 50 

Pulsifer, W. H. Notes for a History of Lead 8vo, 4 00 

Putsch, A. Gas and Coal-dust Firing 8vo, *3 00 

Pynchon, T. R. Introduction to Chemical Physics 8vo, 3 00 

Rafter, G. W. Mechanics of Ventilation. (Science Series No. 

33-) i6mo, o 50 

Potable Water. (Science Series No. 103.) i6mo, o 50 

Treatment of Septic Sewage. (Science Series.) i6mo, o 50 

and Baker, M. N. Sewage Disposal in the United States 

4to, *6 00 

Raikes, H. P. Sewage Disposal Works 8vo, *4 00 

Ramp, H. M. Foundry Practice (In Press.) 

Randau, P. Enamels and Enamelling 8vo, *4 00 

Rankine, W. J. M. Applied Mechanics 8vo, 5 00 

Civil Engineering 8vo, 6 50 

Machinery and Millwork 8vo, 5 00 

The Steam-engine and Other Prime Movers 8vo, 5 00 

and Bamber, E. F. A Mechanical Textbook 8vo, 3 50 

Raphael, F. C. Localization of Faults in Electric Light and 

Power Mains 8vo, *3 00 

Rasch, E. Electric Arc Phenomena. Trans, by K. Tornberg. 

8vo, *2 00 

Rathbone, R. L. B. Simple Jewellery 8vo, *2 00 

Rateau, A. Flow of Steam through Nozzles and Orifices. 

Trans, by H. B. Brydon 8vo, *i 50 

Rautenstrauch, W. Notes on the Elements of Machine Design, 

8vo, boards, *i 50 
Rautenstrauch, W., and Williams, J. T. Machine Drafting and 

Empirical Design. 

Part I. Machine Drafting 8vo, *i 25 

Part II. Empirical Design (In Preparation.) 
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Raymond, E. B. Alternating Current Engineering iamo, *2 5c 

Rayner, H. Silk Throwing and Waste Silk Spinning. . .8vo, *2 5c 
Recipes for the Color, Paint, Varnish, Oil, Soap and Drysaltery 

Trades 8vo, *3 50 

Recipes for Flint Glass Making i2mo, *4 50 

Redfern, J. B., and Savin, J. Bells, Telephones. (Installa- 
tion Manuals Series.) i6mo, 

Redgrove, H. S. Experimental Mensuration i2mo, 

Redwood, B. Petroleum. (Science Series No. 92.) i6mo, 

Reed, jS. Turbines Applied to Marine Propulsion 8vo, 

Reed's Engineers' Handbook 8vo, 

Key to the Nineteenth Edition of Reed's Engineers' 

Handbook 8vo, 

Useful Hints to Sea- going Engineers i2mo, 

Reinhardt, C. W. Lettering for Draftsmen, Engineers, and 

Students oblong 4to, boards, 1 00 

Reiser, F. Hardening and Tempering of Steel. Trans, by A. 

Morris and H. Robson nmo, *2 50 

Reiser, N. Faults in the Manufacture of Woolen Goods. Trans. 

by A. Morris and H. Robson 8vo, *2 50 

Spinning and Weaving Calculations 8vo, *5 00 

Renwick, W. G. Marble and Marble Working 8vo, 5 00 

Reynolds, 0., and Idell, F. E. Triple Expansion Engines. 

(Science Series No. 99.) i6mo, o 50 

Rhead, G. F. Simple Structural Woodwork i2mo, *i 00 

Rhodes, H. J. Art of Lithography 8vo, 3 50 

Rice, J. M., and Johnson, W. W. A New Method of Obtaining 

the Differential of Functions i2mo, o 50 

Richards, W. A. Forging of Iron and Steel (In Press.) 

Richards, W. A., and North, H. B. Manual of Cement Testing. *i 50 

Richardson, J. The Modern Steam Engine 8vo, *3 50 

Richardson, S. S. Magnetism and Electricity i2mo, *2 00 

Rideal, S. Glue and Glue Testing 8vo, *4 00 

Rimmer, E. J. Boiler Explosions 8vo, *i 75 

Rings, F. Concrete in Theory and Practice i2mo, *2 50 

Reinforced Concrete Bridges i2mo, *5 00 

Ripper, W. Course of Instruction in Machine Drawing. . . folio, *6 00 
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Roberts, F. C. Figure of the Earth* (Science Series No. 79.) 

161110, o 50 
Roberts, J., Jr. Laboratory Work in Electrical Engineering 

8vo, *2 00 

Robertson, L. S. Water-tube Boilers 8vo, *2 00 

Robinson, J. B. Architectural Composition 8vo, *2 50 

Robinson, S. W. Practical Treatise on the Teeth of Wheels. 

(Science Series No. 24.) i6mo, o 50 

Railroad Economics. (Science Series No. 59.) i6mo, o 50 

Wrought Iron Bridge Members. (Science Series No. 

60.) i6mo, o 50 

Robson, J. H, Machine Drawing and Sketching 8vo, *i 50 

Roebling, J. A. Long and Short Span Railway Bridges. . folio, 25 00 

Rogers, A. A Laboratory Guide of Industrial Chemistry . . 12 mo, *i 50 

Industrial Chemistry 8vo, *5 00 

Rogers, F. Magnetism of Iron Vessels. (Science Series No. 30.) 

i6mo, o 50 
Rohland, P. Colloidal and its Crystalloidal State of Matter. 

Trans, by W. J. Britland and H. E. Potts i2mo, *i 25 

Rollins, W. Notes on X-Light 8vo, 5 00 

Rollinson, C. Alphabets Oblong X2mo, 1 00 

Rose, J. The Pattern-makers' Assistant 8vo, 2 50 

Key to Engines and Engine-running i2mo, 2 50 

Rose, T. K. The Precious Metals. (Westminster Series.).. 8 vo, *2 00 
Rosenhain, W. Glass Manufacture. (Westminster Series.). .8vo, *2 00 
Physical Metallurgy, An Introduction to. (Metallurgy 

Series.) 8vo, *3 50 

Roth. Physical Chemistry 8vo, *2 00 

Rothery, G. C, and Edmonds, H. 0. The Modern Laundry. 

2 vols 4to, leather, 12 00 

Rouillion, L. The Economics of Manual Training 8vo, 2 00 

Rowan, F.J. Practical Physics of the Modern Steam-boiler.8vo, *3 00 
and Idell, F. E. Boiler Incrustation and Corrosion. 

(Science Series No. 27.) i6mo, o 50 

Roxburgh, W. General Foundry Practice. . (Westminster 

Series 8vo, *2 00 

Ruhmer, E. Wireless Telephony. Trans, by J. Erskine- 

Murray 8vo, *3 50 
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Russell, A. Theory of Electric Cables and Networks 8vo, *3 oo 

Sabine, R. History and Progress of the Electric Telegraph, nmo, 

Sanford, P. 6. Nitro-explosives 8vo, 

Saunders, C. H. Handbook of Practical Mechanics i6mo, 

leather, 

Sayers, H. M. Brakes for Tram Cars 8vo, 

Scheele, C. W. Chemical Essays 8vo, 

Scheithaner, W. Shale Oils and Tars 8vo, 

Schellen, H. Magneto-electric and Dynamo -electric Machines 

8vo, 

Scherer, R. Casein. Trans, by C. Salter 8vo, 

Schidrowitz, P. Rubber, Its Production and Uses 8vo, 

Schindler, K. Iron and Steel Construction Works iamo, 

Schmall, C. N* First Course in Analytic Geometry, Plane and 

Solid i2mo, half leather, 

Schmall, C. N., and Schack, S. M. Elements of Plane Geometry 

i2mo, 

Schmeer, L. Flow of Water 8vo, 

Schumann, F. A Manual of Heating and Ventilation. 

i2mo, leather, 

Schwartz, E. H. L. Causal Geology 8vo, 

Schweizer, V., Distillation of Resins 8vo, 

Scott, W. W. Qualitative Chemical Analysis. A Laboratory 

Manual 8vo *i 50 

Scribner, J. M. Engineers' and Mechanics' Companion. 

i6mo, leather, 1 50 
Scudder, H. Electrical Conductivity and Ionization Constants 

of Organic Compounds 8vo, *3 00 

Searle, A. B. Modern Brickmaking 8vo, *5 00 

Cement, Concrete and Bricks 8vo, *3 00 

Searle, G. M. " Sumners' Method." Condensed and Improved. 

(Science Series No. 124.) 8vo. o 50 

Sea ton, A. £. Manual of Marine Engineering 8vo, 8 00 

Seaton, A. E., and Rounfhwaite, H. M. Pocket-book of Marine 

Engineering i6mo, leather, *3 50 

Seeligmann, T., Torrilhon, G. L., and Falconnet, H. India 

Rubber and Gutta Percha. Trans, by J. G. Mcintosh 

8vo, *s 00 
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Seidell, A. Solubilities of Inorganic and Organic Substances. 8vo, *3 oo 

Seligman, R. Aluminum. (Metallurgy Series) (In Press.) 

Sellew, W. H. Steel Rails 4to, *i2 50 

Railway Maintenance (In Press.) 

Senter, G. Outlines of Physical Chemistry iamo, *i 75 

Textbook of Inorganic Chemistry i2mo, *i 75 

Sever, G. F. Electric Engineering Experiments .... 8vo, boards, *i 00 
and Townsend, F. Laboratory and Factory Tests in Elec- 
trical Engineering 8vo, *2 50 

Sewall, C. H. Wireless Telegraphy 8vo, *2 00 

Lessons in Telegraphy i2mo, *i 00 

Sewell, T. The Construction of Dynamos 8vo, *3 00 

Sexton, A. H. Fuel and Refractory Materials 12 mo, *2 50 

Chemistry of the Materials of Engineering 1 2mo, *2 50 

Alloys (Non- Ferrous) 8vo, *3 00 

The Metallurgy of Iron and Steel 8vo, *6 50 

Seymour, A. Modern Printing Inks 8vo, *2 00 

Shaw, H. S. H. Mechanical Integrators. (Science Series No. 

83.) i6mo, o 50 

Shaw, S. History of the Staffordshire Potteries 8vo, *2 00 

Chemistry of Compounds Used in Porcelain Manufacture .8 vo, *5 00 

Shaw, W. N. Forecasting Weather 8vo, *3 50 

Sheldon, S., and Hausmann, E. Direct Current Machines. . 8vo, *2 50 

Alternating-current Machines. 8vo, *2 50 

Electric Traction and Transmission Engineering 8vo, *2 50 

Shields, J. E. Notes on Engineering Construction nmo, 1 50 

Shreve, S. H. Strength of Bridges and Roofs 8vo, 3 50 

Shunk, W. F. The Field Engineer i2mo, mor., 2 50 

Simmons, W. H., and Appleton, H. A. Handbook of Soap 

Manufacture 8vo, *3 00 

Simmons, W. H., and Mitchell, C. A. Edible Fats and Oils. *3 00 

8vo, *3 00 

Simpson, G. The Naval Constructor nmo, mor., *5 00 

Simpson, W. Foundations 8vo (In Press.) 

Sinclair, A. Development of the Locomotive Engine. 

8vo, half leather, 5 00 
Sindall, R. W. Manufacture of Paper. (Westminster Series.) 

8vo, *2 00 
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and Bacon, W. N. The Testing of Wood Pulp 8vo, *a 50 

Sloane, T. O'C. Elementary Electrical Calculations iamo, *2 00 

Smallwood, J. C. Mechanical Laboratory Methods 

leather, i2mo, *a 50 

Smith, C. A. M. Handbook of Testing. Vol. I. Materials. . *a 50 

and Warren, A. G. New Steam Tables 8vo x *i 25 

Smith, C. F. Practical Alternating Currents and Testing .. 8vo, *2 50 

Practical Testing of Dynamos and Motors 8vo, *2 00 

Smith, F. E. Handbook of General Instruction for Mechanics. 

i2mo, 1 50 

Smith, H. G. Minerals and the Microscope iamo, *i 25 

Smith, J. C. Manufacture of Paint 8vo, *3 50 

Smith, R. H. Principles of Machine Work iamo, *3 00 

Elements of Machine Work i2mo, *2 00 

Smith, W. Chemistry of Hat Manufacturing i2mo, *3 00 

Snell, A. T. Electric Motive Power 8vo, *4. 00 

Snow, W. G. Pocketbook of Steam Heating and Ventilation. 

(In Press.; 
Snow, W. G., and Nolan, T. Ventilation of Buildings. (Science 

Series No. 5.) i6mo, o 50 

Soddy, F. Radioactivity 8vo, *3 00 

Solomon, M. Electric Lamps. (Westminster Series.) 8vo, *2 00 

Somerscales, A. N. Mechanics for Marine Engineers.. i2mo, *i 50 

Mechanical and Marine Engineering Science 8vo, *5 00 

Sothern, J. W. The Marine Steam Turbine 8vo, *5 00 

Verbal Notes and Sketches for Marine Engineers .... 8vo, *5 00 

Sothern, J. W., and Sothern, R. M. Elementary Mathematics 

for Marine Engineers i2mo, *i 00 

Simple Problems in Marine Engineering Design i2mo, *i 00 

Southcombe, J. E. Chemistry of the Oil Industries. (Out- 
lines of Industrial Chemistry) 8vo, *3 00 

Soxhlet, D. H. Dyeing and Staining Marble. Trans, by A. 

Morris and H. Robson 8vo, *2 50 

Spang, H.W. A Practical Treatise on Lightning Protection, nmo, 1 00 
Spangenburg, L. Fatigue of Metals. Translated by S. H. 

Shreve. (Science Series No. 23.) i6mo, o 59 

Specht, G. J., Hardy, A. S., McMaster, J. B., and Walling. Topo- 
graphical Surveying. (Science Series No. 72.). . i6mo, o 50 
Spencer, A. S. Design of Steel-Framed Sheds 8vo, 4 00 
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Speyers, C. L. Text-book of Physical Chemistry 8vo, *2 25 

Spiegel, L. Chemical Constitution and Physiological Action. 

(Trans, by C. Luedeking and A. C. Boylston.) . .(In Press.) 

Sprague, E. H. Hydraulics i2mo, 1 25 

Stahl, A. W. Transmission of Power. (Science Series No. 28.) 

i6mo, 

and Woods, A. T. Elementary Mechanism i2mo, *2 oc 

Staley, C, and Pierson, G. S. The Separate System of Sewerage. 

8vo, *3 00 

Standage, H. C. Leatherworkers' Manual 8vo, *3 50 

Sealing Waxes, Wafers, and Other Adhesives 8vo, *2 00 

Agglutinants of All Kinds for All Purposes . i2mo, *3 50 

Stansbie, J. H. Iron and Steel. (Westminster Series.). . . .8vo, *2 00 

Steadman, F. M. Unit Photography i2mo, *2 00 

Stecher, G. E. Cork. Its Origin and Industrial Uses..i2mo, 1 00 
Steinman, D. B. ' Suspension Bridges and Cantilevers. (Science 

Series No. 127.) 50 

Stevens, H. P. Paper Mill Chemist i6mo, *2 50 

Stevens, J. S. Theory of Measurements i2mo, *x 25 

Stevenson, J. L. Blast-Furnace Calculations. . . . i2mo, leather, *2 00 

Stewart, G. Modern Steam Traps 12 mo, *i 25 

Stiles, A. Tables for Field Engineers nmo, 1 00 

Stodola, A. Steam Turbines. Trans, by L. C. Loewenstein . 8vo, *5 00 

Stone, H. The Timbers of Commerce 8vo, 3 50 

Stopes, M. Ancient Plants 8vo, *2 00 

The Study of Plant Life •. 8vo, *2 00 

Stumpf, J. Una-Flow Steam Engine 4to, *3 50 

Sudborough, J. J., and James, T. C. Practical Organic Chem- 
istry i2mo, *2 00 

Suffling, E. R. Treatise on the Art of Glass Painting 8vo, *3 50 

Sur, F. J. S. Oil Prospecting and Extracting 8vo, *i 00 

Swan, K. Patents, Designs and Trade Marks. (Westminster 

Series.) 8vo, *2 00 

Swinburne, J., Wordingham, C. H., and Martin, T. C. Electric 

Currents. (Science Series No. 109.) i6mo, o 50 

Swoope, C. W. Lessons in Practical Electricity i2mo, *2 00 
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Tailfer, L. Bleaching Linen and Cotton Yarn and Fabrics. 8 vo, *5 oo 
Tate, J. S. Surcharged and Different Forms of Retaining-walls. 

Science Series No. 7 i6mo, 

Taylor, F. N. Small Water Supplies i2mo, 2 00 

Masonry in Civil Engineering 8vo, *2 50 

Tenney, £. H. Test Methods for Steam Power Plants. i2mo, *2 50 
Terry, H. L. India Rubber and its Manufacture. (Westminster 

Series.) 8vo, *2 00 

Thayer, H. R. Structural Design 8vo, 

Vol. I. Elements of Structural Design *2 00 

Vol. II. Design of Simple Structures *4 00 

Vol. m. Design of Advanced Structures (In Preparation.) 

Foundations and Masonry (In Press.) 

Thiess, J. B., and Joy, G. A. Toll Telephone Practice. . . 8vo, *3 50 
Thorn, C, and Jones, W. H. Telegraphic Connections. 

oblong i2mo 1 50 

Thomas, C. W. Paper-makers' Handbook (In Press.) 

Thompson, A. B. Oil Fields of Russia 4to, *7 50 

Thompson, S. P. Dynamo Electric Machines. (Science 

Series No. 75.) i6mo, o 50 

Thomson, G. Modern Sanitary Engineering, House Drain- 
age, etc 8vo, *3 00 

Thornley , T. Cotton Combing Machines 8vo, *3 00 

Cotton Spinning 8vo, 

First Year *i 50 

Second Year *2 50 

Third Ye.ar »2 50 

Cotton Waste 8vo, *3 00 

Thurso, J. W. Modern Turbine Practice 8vo, *4 co 

Tidy, C. Meymott. Treatment of Sewage. (Science Series No. 

94.) i6mo, o 50 

Tillmans, J. Water Purification and Sewage Disposal. Trans. 

by Hugh S. Taylor 8vo, *2 00 

Tinney, W. H. Gold-mining Machinery 8vo, *3 00 

Titherley, A. W. Laboratory Course of Organic Chemistry . 8 vo, *2 00 

Toch, M. Chemistry and Technology of Mixed Paints 

Materials for Permanent Painting i2mo, *2 00 

Tod, J., and McGibbon, W. C. Marine Engineers' Board of 

Trade Examinations ^8vo, *i 50 
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Todd, J., and Whall, W. B. Practical Seamanship 8vo, *7 50 

Tonge, J. Coal. (Westminster Series.) 8vo, *2 00 

Townsend, F. Alternating Current Engineering.. . .8vo, boards, *o 75 

Townsend, J. Ionization of Gases by Collision 8vo, *i 25 

Transactions- of the American Institute of Chemical Engineers. 
Five volumes now ready. Vols. I to VI, 1908 to 1913, 

8vo, each, *6 00 

Traverse Tables. (Science Series No. 115.) i6mo, o 50 

mor., 1 00 

Treiber, E. Foundry Machinery. Trans, by C. Salter. .i2mo 1 25 
Trinks, W., and Housum, C. Shaft Governors. (Science 

Series No. 122.) i6mo, o 50 

Trowbridge, W. P. Turbine Wheels. (Science Series No. 44.) 

i6mo, o 50 

Tucker, J. H. A Manual of Sugar Analysis 8vo, 3 50 

Tunner, P. A. Treatise on Roll-turning. Trans, by J. B. 

Pearse 8vo text and folio atlas, 6 00 

Turnbull, Jr., J., and Robinson, S. W. A Treatise on the 
Compound Steam-engine. (Science Series No. 8.) 

i6mo, 

Turrill, S. M. Elementary Course in Perspective 1 21110, ^1 25 

Twyford, H. B. Purchasing 8vo, *3 00 

Underhill, C. R. Solenoids, Electromagnets and Electromag- 
netic Windings nmo, *2 00 

Underwood, N., and Sullivan, T. V. Chemistry and Tech- 
nology of Printing Inks .8vo, *3 00 

Urquhart, J. W. Electro-plating i2mo, 2 00 

Electrotyping nrao, 2 00 

Usborne, P. 0. G. Design of Simple Steel Bridges 8vo, *4 00 

Vacher, F. Food Inspector's Handbook i2mo, 3 00 

Van Nostrand's Chemical Annual. Third issue 19 13. Leather. 

1 2 mo, *2 50 

Year Book of Mechanical Engineering Data (In Press.) 

Van Wagenen, T. F. Manual cf Hydraulic Mining i6mo, 1 00 
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Vega, Baron, Von. Logarithmic Tables 8vo, cloth, 2 00 

half mor., 2 50 

Vincent, C. Ammonia and its Compounds. Trans, by M. J. 

Salter 8vo, *2 00 

Volk, C. Haulage and Winding Appliances 8vo, *4 00 

Von Georgiovics, 6. Chemical Technology of Textile Fibres.. 

Trans, by C. Salter 8vo, *4 50 

Chemistry of Dyestuffs. Trans, by C. Salter 8vo, *4 50 

Vose, G. L. Graphic Method for Solving Certain Questions in 

Arithmetic and Algebra. (Science Series No. 16.) 

i6mo, o 50 

Vosmaer, A. Ozone (In Press.) 

Wabner, R. Ventilation in Mines. Trans, by C. Salter. . .8vo, *4 50 

Wade, E. J. Secondary Batteries 8vo, *4 00 

Wadmore, J. M. Elementary Chemical Theory i2mo, *i 50 

Wadsworth, C. Primary Battery Ignition i2mo, *o 50 

Wagner, E. Preserving Fruits, Vegetables, and Meat i2mo, *2 50 

Waldram, P. J. Principles of Structural Mechanics i2mo, *3 00 

Walker, F. Aerial Navigation 8vo, 2 00 

Dynami Building. (Science Series No. 98.) i6mo, o 50 

Walker, J. Organic Chemistry for Students of Medicine . 8 vo, 2 50 

Walker, S. F. Steam Boilers, Engines and Turbines ....... 8vo, 3 00 

Refrigeration, Heating and Ventilation on Shipboard. . 1 21110, *2 00 

Electricity in Mining 8vo, *3 50 

Wallis-Tayler, A. J. Bearings and Lubrication 8vo, *i 50 

Motor Vehicles for Business Purposes 8vo, 3 50 

Refrigeration, Cold Storage and Ice Making 8vo, *4 50 

Sugar Machinery i2mo, *2 00 

Aerial or Wire Ropeways 8vo, 3 00 

Walsh, J. J. Chemistry of Mining and Mine Ventilation, 

1 2 mo, *2 00 

Wanklyn, J. A. Water Analysis i2mo, 2 00 

Wansbrough, W. D. The ABC of the Differential Calculus. 12 mo, *i 50 

Slide Valves 12 mo, *2 00 

Waring, Jr., G. E. Sanitary Conditions. (Science Series No. 31.) 

i6mo, 50 

Sewerage and Land Drainage *6 00 

Modern Methods of Sewage Disposal i2mo, 2 00 

How to Drain a House r.2mo, 1 25 
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Warnes, A. R. Coal Tar Distillation 8vo, *2 50 

Warren, F. D. Handbook on Reinforced Concrete 12 mo, *2 50 

Watkins, A. Photography, (Westminster Series.) 8vo, *2 00 

Watson, £. P. Small Engines and Boilers 121110, 1 25 

Watt, A. Electro-plating and Electro-refining of Metals *4 50 

Electro-metallurgy nmo, 1 00 

The Art of Paper Making *3 00 

The Art of Soap-making . . .' 8vo, 3 00 

Leather Manufacture 8vo, *4 00 

Webb, H. L. Guide to the Testing of Insulated Wires and 

Cables 1 21110, 1 00 

Webber, W. H. Y. Town Gas. (Westminster Series.) 8vo, *2 00 

Weisbach, J. A Manual of Theoretical Mechanics 8vo, *6 00 

sheep, *7 50 

and Herrmann, G. Mechanics of Air Machinery 8vo, *3 75 

Welch, W. Correct Lettering (In Press.) 

Weston, E. B. Loss of Head Due to Friction c! Water in Pipes 

i2mo, *i 50 

Weymouth, F. M. Drum Armatures and Commutators . . 8vo, *3 00 

Wheatley, 0. Ornamental Cement Work 8vo, *2 00 

Wheeler, J. B. Art of War i2mo, 1 75 

Field Fortifications i2mo, 1 75 

Whipple, S. An Elementary and Practical Treatise on Bridge 

Building 8vo, 3 00 

White, C. H. Methods in Metallurgical Analysis. (Van 

Nostrand's Textbooks.) i2mo, *2 50 

White, G. T. Toothed Gearing i2mo *i 25 

Wilcox, R. M. Cantilever Bridges. (Science Series No. 25.) 

i6mo, o 50 

Wilda, H. Steam Turbines. Trans, by C. Salter. . .i2mo, *i 25 

Cranes and Hoists. Trans, by Chas. Salter i2mo, 1 25 

Wilkinson, H. D. Submarine Cable Laying and Repairing . 8vo, *6 00 

Williamson, J. Surveying 8vo, 

Williamson, R. S. Practical Tables in Meteorology and 

'Hypsometry 4 to, 2 50 

Wilson, F. J., and Heilbron, I. M. Chemical Theory and Cal- 
culations i2mo, *i 00 

Wilson, J. F. Essentials of Electrical Engineering (In Press.) 
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Wimperis, H. E. Internal Combustion Engine 8vo, *3 oo 

Primer of the Internal Combustion Engine i2mo, i oo 

Application of Power to Road Transport i2mo, *i 50 

Winchell, N. H., and A. N. Elements of Optical Mineralogy. 8 vo, *3 50 

Window, A. Stadia Surveying. (Science Series No. 77.).i6mo, o 50 
Wisser, Lieut. J. P. Explosive Materials. (Science Series No. 

70.) i6mo, o 50 

Wisser, Lieut. J. P. Modern Gun Cotton. (Science Series No. 

89.) i6mo, o 50 

Wolff, C. E. Modern Locomotive Practice 8vo, *4 20 

Wood, De V. Luminiferous Aether. (Science Series No. 85.) 

i6mo, o 50 
Wood, J. K. Chemistry of Dyeing. (Chemical Monographs.) 

i2mo, *o 75 

Worden, E. C. The Nitrocellulose Industry. Two vols..8vo, *io 00 

Technology of Cellulose Esters. In 10 vols 8vo. 

Vol. VHI. Cellulose Acetate s *5 00 

Wren, H. Organometallic Compounds of Zinc and Magnesium. 

(Chemical Monographs.) i2mo, *o 75 

Wright, A. C. Analysis of Oils and Allied Substances 8vo, *3 50 

Simple Method for Testing Painter's Materials 8vo, *2 50 

Wright, F. W. Design of a Condensing Plant i2mo, *i 50 

Wright, H. E. Handy Book for Brewers 8vo, *5 00 

Wright, J. Testing, Fault Finding, etc. for Wiremen (Installa- 
tion Manuals Series) i6mo, *o 50 

Wright, T. W. Elements of Mechanics 8vo, *2 50 

and Hayford, J. F. Adjustment of Observations 8vo, *3 00 

Young, J. E. Electrical Testing for Telegraph Engineers... 8 vo, *4 00 

Zahner, R. Transmission of Power. (Science Series No. 40.) 

i6mo, 

Zeidler, J., and Lustgarten, J. Electric Arc Lamps 8 vo, *a 00 

Zeuner, A. Technical Thermodynamics. Trans, by J. F. 

Klein. Two Volumes... 8vo, *8 00 

Zipser, J. Textile Raw Materials. Trans, by C. Salter 8vo, *5 00 

Zur Nedden, F. Engineering Workshop Machines and Proc- 
esses. Trans, by J. A. Davenport 8vo, *a 00 
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are prepared to supply, either from 

their complete stock or at 

short notice, 

Any Technical or 

Scientific Book 

In addition to publishing a very large 
and varied number of Scientific and 
Engineering Books, D. Van Nostrand 
Company have on hand the largest 
assortment in the United States of such 
books issued by American and foreign 
publishers. 



All inquiries are cheerfully and care- 
fully answered and complete catalogs 
sent free on request. 



25 Park Place . . New York 
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